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PUHKAOli 


SiN(!K tlu; issue. of The HIu.mt lutlint/ lini/itirar in this country 
in 1008, and the subsequent, formation of the Illuminating 
Engineering Society, the subject, of Illumination has received 
much attention. 

At that time anyone wishing to he kept informed of progress 
in lighting by gas. oil, acetylene, or electricity had to study a 
variety of journals dealing with these respective ilhimimmts, 
and it was diflieult to find any hook treating ail of them in a 
thorough and impartial manner. Papers on photometry appeared 
at intervals in the transactions of various scientific and engineer 
mg societies. Information regarding the effect of light on (.In* 
eye had to he sought in journals devoted to physiological „„d 
ophthalmologies matter*. Moreover, while a certain amount 
had teen written on tint manufacture of lamps and lighting 
appliances, the prwtiml opplinttiom <>j lujht had been very 

Alwut eight years ago it was suggested to one of the author* 
that 1m should write a Is,ok on Illumination. Hut it seemed 
better to defer doing so until the subject had hen more com* 
pkitoly discussed and had teeomc better understood. Now the 
Illuminating Engineering Societies in this country and in the 
United States have provided platforms for such impartial dis¬ 
cussion, and during the last few years a growing number of 
articles on lighting have appeared in the technical pres* 
Although there Is still much to h - learned, mmugh has already 
teen done to show that the subject is capable of impartial 

It therefore seemed to us that a temk dealing generally with 
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Illumination would be welcome at the present moment. We 
have treated the subject on broad general lines. The initial 
portion of the book is devoted mainly to the various illuminants, 
the central portion to photometry and the effect of light on the 
eye, and the last part to practical lighting problems. Our 
aim has been to bring together matter not usually available in a 
single volume, and the subject has been treated in a manner 
somewhat different from that adopted in previous text-books 
on Illumination. 

Naturally, the decision to discuss the subject on these broad 
lines forbade our entering deeply into details. The various 
branches of Illumination are advancing so rapidly that it is only 
possible to indicate roughly present knowledge and experience, 
and it is evident that in years to come some revision will be 
needed. Text-books dealing with special sections of illuminating 
engineering are already beginning to make their appearance, 
and will serve to supplement our treatment in a more detailed 
manner. 

A feature to which we should like to draw attention is the 
large number of references, which will enable readers to refer to 
the original papers for fuller information. We have allotted 
chapters to well-defined divisions of the subject, and have 
included a summary of contents at the head of each. This 
arrangement, together with the index at the end of the volume, 
should enable readers to look up information on specific points 
without much difficulty. We have also added a list of the more 
important books on lighting that have been published during 
the last five years, together with a few of earlier date which 
seemed particularly interesting. 

We are fortunate in having secured an exceptional variety of 
illustrations, many of which have appeared in The Illuminating 
Engineer , and are reproduced by the courtesy of the Illuminat¬ 
ing Engineering Publishing Co., Ltd. We may mention that a 
large proportion of the photographs were taken by artificial 
light; for this work we are indebted mainly to our friend 
Mr Y. H. Mackinney. 




PRKFAOE. 


IX 


We have also to express our thanks for the assistance freckly 
given by many firms whose lighting appliances are mentioned 
in this work. And, finally, we should like to make, special ae» 
knowledgment of the help of several gentlcanen—among whom 
we may mention particularly Mr . 1 . G. Glark, Mr (l ( *. Paterson, 
Mr A. P. Trotter, and Professor Silvanus P. Thompson—who have 
read portions of the proofs and given much valuable advice. 


January 1915. 


LEON (1 ASTER. 
J. H. DOW. 



'1* 


I i li f 


r :,-f '' S \ j I.^ ;§4 1. 


h '< 


\ ^ 

' '/ 


/ /// 


>' r ' 


CONTENTS. 


CliAI'TKH I. 

A HKKTI'H OF T UK HIHToltY ANB BKVRLOI'MKNT 
OF MKTHOBH OF ILLUMINATION. 


VAtmn 

Early Conceptions of Illumination — Mental Association of Light and Iladctsetw 
—Use of Light in IMigintiH OirnmnialWood Pir#t« and Pinii Toridn'ie- ■ 
Primitive Forms of Oil Lamps Rindi-lighta, Waxdights, and ( 'andli** 

History of Street Lighting: Transition from a Private Obligation to a 
Municipal Undertaking—I&rly Development* of dm Lighting The 
Coming of th« Electric Light— The Incandescent Mantle Program iti the 
Twentieth Ontnry— Now IllumiitautM: high* pressure gaa, flame ar«m, 
metal licdil&mwit lamp*, «t*\ — Room for all Illumtiuixitn* Tin* lUtmdtmt* 

ing Engineering Movement. Tito Mokntifle Hue of Light Co operation 

biitwifiin Engineers, Architect*, Madical Men, Practical Application?* 

— Lighting of Factories and Workshop*, Contort Halit, ItaHUumut*, 
Schools and Public Buildings* Llbr&rh'H, ete* t hodgn of Fixtures, tlh»ho% 

and Iteflectora—Me&mtremenfc and Calculation of Illumination.Fit turn 

Outlook in illuminating Engineering. I HO 


CHAPTER II. 

hah ummmh 

Early Ty pern of Bitnmra—Thit W«t»tnwdi MantUa.<MUm, Ramie, and Artificial 

Bilk Mantlet, etc,— Useful Life, Durability, «te,.Inverted Htmicrn and 

their Ad vantages Thermostatic Control Ibirigofttal and Inclined 
Burner*—Self-eontaimid Htgli-i*ffld*mny fjiiiifw (Hec»itH«§41, Lima**, etc,) 

—Low-preimure lligft*efltekmcy lifittije*—Iligh*pre*ftttro dm Lighting* 

Keith, umtziis, and other Lamps.High prewmre Lighting in the Street* 

of London, u Parade Lighting,*’ nfe,-- ffigh-|ir«NNttro Can ami High* 

f rt*iiirii Air—Coiitral Sitftperwktff, Raking and Lowering (tear 'HUtauce 
xtingufching and ignition (Electric, Pnaumatic, PrcuMire-wave, etc ) 
Selfdighting Ikvicei and Pyrophoric Altova-Coat of dm Lighting 
Maintenance, it* Benefit to the Cwmumer*-Future Pofadbililieit * 111 -74 


CHAPTER III. 


uhmmtw tdmmNu, 

% 

Th« Physics of the Incandeanent Lamp—' Limitation* of the Cartem Filament** 
Hermit, Osmium, Tantalum, ClrapliittswiI* Hulioii, ami other t#atiti»#« 
Tiiriptott Lamp*; Methoda of Mamtfiietttm, Mftlekitey ami Life—Early 
l)iliknltk8 and LimiUticma^ Uae of T»*iiff#rni-»r% Pairing and Meri*** 

li 



MODERN ILLUMINATING ENGINEERING. 


PAOJ 


xii 


parallel Devices—Use of Low-voltage Lamps for Hand-lamps, Motor¬ 
car Lighting, Torches, Miners’ Lamps, etc.—Modern high Candle-power 
Tungsten Lamps—The Half-Watt Lamp—The Arc Lamp—Flame and 
Impregnated Carbons—Luminescence—Deposit-Free Globes—Life and 
Efficiency—Magazine and Enclosed Flame Arcs—Arcs using Metallic 
Oxides—The Magnetite Arc—Miniature Arcs—Projection Arc Lamps— 
Vapour Lamps—Cooper-Hewitt Lamp and Fluorescent Reflector—“Ortho- 
chromatic” Tungsten and Mercury Lamp Combination—Quartz Tube 
Mercury Lamp — The Moore Light—Neon Tubes—Other Recent 
Improvements. .......... 75-11 


CHAPTER IV. 

OIL, PETROL-AIR GAS, AND ACETYLENE LIGHTING. 

Development of the Oil Lamp—Effect of Variety of Petroleum, Chimney, 

Height of Liquid in Reservoir, etc.—Incandescent Oil Lighting—Alcohol 
and Liquid Gas—Petrol-air Gas Lighting—Advantages of “rich” and 
“ poor” Mixtures—Various Types of Plant and Motive-power—Defects to 
be avoided—Petrol-air Gas Burners—Opportunities of Petrol-air Gas 
Lighting — Acetylene, how formed, early difficulties, generating ap¬ 
paratus —Acetylene Burners—Cinematograph Lamps ana Incandescent 
Oxy-acetylene Lighting—Dissolved Acetylene—Special Uses of Acetylene 
for Emergency Lighting, in Navigation, etc. — Automatic Solar and 
Flash-light Valves.. 113-13* 


CHAPTER Y. 


ILLUMINATION AND THE EYE. 

Construction of the Human Eye—Analogy with a Camera and Photographic Plate 
—Amount of Illumination necessary to see Detail, and to perceive Light and 
Shade—“Glare” and Violent Contrast, and their Avoidance—Intrinsic 
Brilliancy of Illuminants—Weber’s Rules for avoiding Glare—Reflection 
from Shiny Paper—Effect of Colour on Acuteness of Vision—Physiological 
Effects of Coloured Light—Influence of Invisible Radiation—Ultra-Violet 
Rays—Light and General Hygiene—Conclusion .... 135-16? 


CHAPTER YI. 

COLOUR AND THE EYE. 

Some Theories of Vision and Colour Perception-—The Eye compared with a 
Wireless Telegraphy Receiver—The Young, Helmholtz, and Hering 
Theories—Presumed Action of Rods and Cones—Colour-blindness— 
Edridge Green Theory—Evolution of Colour Sense in Man—Luminous 
Efficiency and Radiation—Incandescence, Luminescence, and Phosphor¬ 
escence-Sensitiveness of Eye at High and Low Illuminations—Appearance 
of Coloured Objects by Artificial Light—Optical Resonance—Colours of 
Artificial Illuminants—“Artificial Daylight”—The Moore White Light 
—Practical Applications of Coloured Light—Colour in Interior Lighting 
—Decorative Effects. 164-202 








CONTENTS. 


xiii 


CHAPTER VII. 


THE MEASUREMENT OF LIMIT AND ILLUMINATION, 

l*AOKN 

The Nature of Photometric Measurements, and the neeewd ty to appeal to the 
Eye—Standard ( ,f Eight, Flame?and IneandeneentHiandardn, their merits 
and drawbacks—-RcdationH between the Units of Candle-power used hi 
various Countries and the “ International ('andle ’Fundamental Lawn 
of Light Distribution, the Inverse Square Law* and the Cosine law, and 
their Limitations—Units of Illumination, Luminous Flux, Bright mum, etc., 
and proposed Standard Nomenclature—I)treed, and Diffused Inflection 
The Photometric Bench and usual Methods of Measuring Candle power ^ 
Photometers, possible Sensitiveness and Accuracy Rum ford, Ritchie 
Wedge, Becbstein, Bunsen, and hummer-Brodhun InstrttmentH~*Kliekrr 
Photometers, work of Rood and Whitman Kress, Beolmleiu, Wild, and 

other modern types—The Problem of Colour Photometry. Problems 

introduced by new Illtiminanfs, such as the Neon and Mercury- vapour 
Tube Lamps, physiological diflkmltirg involved and various methoda of 
overcoming them- Physical Photometers, possibilities of using Photo* 
graphy, Thermopile or Selenium (Jell-— Distribution of Light from 
lllummants, methods of determining Polar Curves and Mean .Spherical 
Candle - power—Matthcwa, Blondel, and Ulbricht ghdm integrating 
appliances—-Measurement of Illumination, its value, in practice-- Early 
Photometers, Preeee and Trotter, and Acuteness of Vision Illuminomefers 
— Principles in the design of Illumination Photometers,Trotter, Harrison, 
Martens, Weber, Sharp and Millar, and otln*r instruments—.Surface 
Brightness Photometers, Holopham* Lumeter, Lightometer, and Luxo 
meter, ete.—Discussion of the use of such Instruments, immurement# in 
.Schools, Libraries, Factories, eta Recommendations of the Verb&ud 
deutscher Kloktrotcehniker on indoor and outdoor measurement#, 

measurement of Illumination in the Streets *.* Daylight Photometry, 

suggested methods of relating indoor illumination *to tin* unrestricted 
illumination outside, application to ancient light eases and archil retinal 
problems.. ‘2011 ‘2M* 


CHAPTER VIII. 

GLOBKH, NHADKH, AND RKFLKUTOHB, AND UAM'U LATIONH OF 
ILLUMINATION. 


The Chief Functions of (Holies, Shades, and Itefliietorn— I dmiuul son of Intrinsic 
Brilliancy, Direction of Light, ami .Softening of Shadow?* Home Common 
Types of Shades and their Defects—Olotem for Indoor and Out,door Lights 
ing—Various Diffusing Surfaces-dine of Obscured and Prismatic Olaiw 

Globea—Amount of Light absorbed by vartoua types -.Varum* Material# 

used in Design of Shades and Reflectors (Cardboard, Metal, Prismatic, 
and White Ofa«i, etc.)-• Coinhined Effort of Direct and PifiWd Reflection 
—Principles used in Holophane Raflectorw- IHumiuiiting Engineering 

Calculations--.Spacing Rules for various Illumirmute K, I, and f type 

Reflectors and use to produce Uniform Illumination—(’alculnHoim Imswi 
on Flux of Light—-Globes and Reflector# for Street Lighting Dioptric 
Glolw and Improved Distribution of inumination Hpeeml Forms of 
Meetera—Indirect and Seinidmiiroot Lighting- Ulimunation from i\w 
Cornice and from Sus|iended Bowls, and Shadow Effect,# pr**luecd~-- Design 

of the fitting to harmonise with Architectural Feature#.Pedestal Units 

—Miscellaneous Lighting Appliances for illuminating Dealt*, Hoarding*, 
Pictures, eta—The Artistic and Decorative Coiinhleratioiw of Fixture 

Dei,i «“.. . . w-m 




XIV 


MODERN ILUJMINA TIM: E.MU .Y F.Klll 


(IHAITKi: IX. 

PROBLEMS IN' INTKKK dl ILLP Ml N VI f* 

l 

General Recommendations on Illumination ConMnuphon *>i i D , Kb *'Dinty, 
etc., to produce a given Illumination, with dir* > i f item* i« and win? 
indirect systems—Effect of Rellertmn fn<m Wa!L and Mm -mnding *<n 
such Calculations - Intensity of Illuimn it ion reqnu »d jrn v.a:mu, pm 
poses—“ General ” and '‘Special ” Illniinjiai n«n Muidow .!!»•■{•!:■ f)jr 
Direction of Light— Local and <lein-ntl ,Yb fho>L, <4' I immin jie-n f njjj 
parison of Natural and Artificial Light Doimv.rie Lighting : Iibumua 
tion of Halls, Drawing-room, Dining fomti, lb-dinomu, etc, Lighting ?.f 
Clubs, Hotels, and Rffstauranfs—Lighting of Lank t * h\ «v|io.*t 

Lighting, Daylight Problems and Artdedal llliumimf ouj Ldmiry Lipid 
ing, requirements of various classes of libiain » Ihvomuu n I of 

Committee of the Illuminating Kngim «mng Sor-mu «>n ahar 
—Industrial Lighting, the value of good iHuuiinahon t v> ,i L Jimmie ,m*l 
economic necessity an<l as a means of pjiiruimg a* »*id»’fi! : > *i'**ufUUouu 
of Illumination required in varioun type- *4 fVfojb*, Lighting ».f 
Halls, Concert Rooms, Theatres- Ilo pjM, Lighting, IJIinnims! i*.n tf f 
Wards and Operating Tallies Problem-mu (’Inin-h Lighting, th* i^nnr/lU 
tion of aesthetic and praclical fmperiM tn vmeoih ]* 3 >**■#»-* *4 IV*.* Aug 
Illumination of Picture-gallero-H and Min» nin* Mcq* Ligli’mg, dp 
tinction between Advertisement Lighting and II 1 ? 41141 ?mI?i#h «t f AfjfrnPi 
of Show-windows—Lighting Gondii mw* in-mle th** Me.ft* and rrqmt* 
ments of large Stores—Lighting DmulDimm bn Paine 1 pl-ip-d tmdri 
cover — Illumination of Gym mod u no*. Lawn Unuva f t»ntu* 
racquet. Courts, etc.- Denotative and Sp*eto-tilai Light n.-g nod the 
Production of Scenic Effects . , , t , ' g»l n;i 


CHAPTER X, 


OPTLOOK hiulVtiSu, 


Street Lighting, its Historical Development- fL-inm* trn nt *4 MtmM; f*tf 
Safety, and as regards Traffic Effect of M-tm Tuflr ,md hn'*wl 
Speed Recent Developments in London and other < jfn- \Vhm <■«» 

statutes good Street Lighting- • van,,,, •.«.j.v .. Slu-tU 

--Lighting by Posts, Hraekrts, and (Vntral Sfi— J-,.u-*r.*J 
high up, and Small Units iiiur "Whit- \V., v " i.ml.tma 

Koa.is -N.-Bd fm fj-nttiii APi A-j.‘-1. 

R„ns- b 10 L ^. h Vl‘- K “ t: p n' ren ‘ i, ’ , ‘ ,,r " W *-»***••»■*<'' Luu.l i! ‘ <4i!wd.' 1‘liblie 

—Oiftl'inldPfP' 11 ^ 0 8, i u,ir '- H - I’ttikn, and ilridg. l!iwi«m.|.d Sign-, 
Piatfoms r? 1 £“ C< T fi‘“ e’arringr’i • illumii.nli..ii -I iiaiiWHV 

IWWs ’ gw ^"h‘- lls ’ «»«• Ih 'Vi«:.>s on tin- numul 

d^sion y Sh f Lighting I.W'orauvi' ami Sper-iambir Lijjliiiog i 

.. 


** * * i A* 


LIST OP WORKS DEALING WITH II.U.’MI.VA'IKIN A ,V1» I'HOTOMKtliY ~ 

elrctrio lightino-oah, oil, ai ktylknk uoim.". 454 45 


INDEX. 


13 



i R A R Y 



rUAITKR L 

A SKKT*’H (IF Till': Hl.vrnnv AM! i>f\ KLOFMKVI 
OF M FTIIHDS OF I Id J * MI X \TH >S‘. 

K.u iy Ouiin-ptinsi-Illuinm;iti<»u M oit.d A ■ <»ri.u i »»n <4 Fi^lit and Indue o U * 
««f Lipii! in Rdipiutts < Vivjik »ni.u \\‘m*u| Firrs and Fun' Toi*h< . Pismsfio 
tom. *4* Oil Lainfe Pitdeliyht Wa\ iiphf and < nicllr Hi fuiy nf Slu-ti 
Liphtinp : Transit iidi Iron u pro at*- uhliptt \un |u a Mumop;tl Uddo f -itim* 
early I VvdnprmmN »d’U,i,H Liphtinp ■- Tie* < Mining •>( I In* Kl« rt i w LieiU ’Fin In 
rajnli-Mv?!? Man!lc Fie^n-hs in t ItrTwrnf irtli < Vnt.m \ S *•« f Sfumtinui! . Inpli 
pri^sun* i(;i\ tlnmc arcs, tm-tallir Idimoit lamps rtr, R>»oin to all I ilumneuil a 
—Tli** lllitnihiutinp Rnpujo’niip MovrmoU — 1 Tin* S*-i« nfifi** I *• *4 1 npht < ’<» 
uphillinn Lawms Knsdm'Os AoddU'cr, AL-dind Mop * t o Pi.ohotl A pphot 
tioiiH Liphfinp *4' Ion-to* os and WmiUhIops < ’ojou t Hall , K« A.mouit p 
School.-* and Ptddin Bitildiisps, Lihrarh* 0<\ d mopa *4' FiUtioo OMO--?, and 
UHh*i t*»rs • Mi<aHnri'!uf:iit and t 'alodation of fliummaf son I ninir <nit i>«4* 
in lliuminafini' hiipisiouiiip. 

To attempt a, history of artificial li^htin^ would be an imdet 
taking far beyond the scope of this volume, Se\ era! \nhmble 
sources of infonnation rut t he subject are a lowly a \ nila hie 
M. Alhuna^nc , 1 for example, in u fully illustrated historical 
treatise, has already provided a. record of the de\ ejopment 
of artificial li^htin^ amon^ the more civilised uni ions of the 
past and in the middle ao*s, Much has also been written on 
tin* incomparably more rapid prr>eress of the last few years. 
Vet it may be surmised that tin* most interest ino hr dory of 
illuminal ion is now in the making ; and t hat recent dr\ elopment >>, 
remarkable as they have been, will form hut f he prelude tne\ni 
more striking pnwress in the future, 

Idie very earliest conceptions of li^ht seem to have bom 
rounected with Ur* study of the heavenly bodies, In this 

1 Alleiiifigue, Hixluift: tht Lnwinmr* (Alphoiee iVftrd, IMre, Is»fiI p 

I 



MODEliS 


HU'. 1//.V.1 TI /' \'j ’• / /7.7 '*• 


association of ideas many -i m-l* rn in.|„. m "y- 0,m 
root. Dr M. Ouster, 1 in a >-r.Mu, yr* , ... 

IHn'minat kvj bhujt u> < r. b;m -fv, ,i / 4 ,» 

sprang from the nn >»'■ , '* 1 ‘ " 

Sun—was one of llw chief I--.' H "" ' ! ' 

Assyrians and i!al>\donians. and 1 '’i. ■ *1 .1 

seem to bo merely local maniiVmny n, ,.!■ a t- 

was a natural consequence nt tl,.-on-ici-.i, -t n.-> • ’nn- 
licht should become an object of bij. W > omn- m an ;t-* 

of abundant linht, lind it hard.- r- be- tie .!»;>*•* ,.t .tv- 

scarcity amonc primitive ..pb- W •_ y^hn imyim 

the sense of insecurity and torn..- s.■,/. d >... u with '}»< 

setting of the sun, when darhm- ■ o m tie- -anb. mid mi Hr 
powers of evil were let Inns,-. but .1 «. - I. n, pietm- »ly 

state of mind we cease to w.-nder that m ,i emi,.- o, 1 . 

with darkness, while light was n-jard. -i a- thing boh and 


sacred. 

This association of darkies with e\i! »rior ami cminemm 
permeates our ideas and piine**-- ?*• day If nirs \s e ^ w 

such expressions as “Tim Prior** *4 I tit km*I iaik d***«G 
“Lighten our darkness, \\e hesi'reh He** * u ' *‘%d# Il»*ni 

illustration of the same symbolism E alhaded fy \I;o t s 

delightful and poetical piny, 7C IV **• Jhr*/ «hie}i wie recmii I}’ 
performed in London. fI<*r** Light apj<ear v * n- lit*’ <*« ‘tenant 
and faithful fritual of man, and ii r- in the Polar* *d Nigh*. duo 
which Light cannot enter, that all e\ II thing* gh*M*. sickness*'* 
wars, and terrors—have their duelling. 

Dr Caster lias also pointed * *1 if la *\\ light. In an being an 
object of worship, soon eitmr to |day an Important part In 
religious ceremonial. Ida* sat*rad lamps in I ho temples of ancient 
Rome, the tire kept burning **v*m in day on I In* hearth of fit** 
devout Brahmin, the earn!las which shod their light on tin* altars 
of modern churches are all iilimtrations of the same form *4’ 
worship. It will be observed, too, that tlie use* to which light 
was put in early ages all served to miijiliitsiso its rarity and 
sacred nature. Apart from its use in religious rmetuomal the 
display of light has always been anw minted with special festivities 
and occasions of great national rejoicing. We learn, for example, 
that this was the custom of the ancient Egypt! mm on feast-days, 
that the Emperor Constantine caused tie* whole city of (aim 
stantinople to he illuminated with wn x candles on i !lirfstiiii 4 s 

1 Ilium. Eng., London, voh ii,, 1000, pj*. 371, 402, 42u„ fiMi, 731 , n>|. 
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Eve, and Unit on birthdays the houses of the Romans were some 
timers decorated with lamps at Inched by chains to the roof. 

As time went on artdicial liy’htiny became a more familiar 
process, although for lone only available in the homes of tic* 
rich and sparingly used there. Naturally, it was <»n U in 
comparatively civilised countries that much progress was mad**. 
Indeed, so ,significant is the respect- in which li^'hf was held 
amonc ail nations, that Dr < bister has surest cd that proficiency 
in tdit** use of artificial li^ht mi^ht well he regarded as a criterion 
of the decree of civilisation to which a people has attaiuesl. 



FfC, I, Old fel III «,f klltl he|.i«i' fef 

f X iritmtiti uttd dn }it f j .) 


The Earliest Ileum in ants - Wonn Kirks ano Rink Tom ties. 

The earliest source of li-ihl, it, would appear tie* wood tire, 
was kindled hoth for li^ht and warmth. Naturally, such an 
unsteady and flickeringsource 
was not of threat help in pne 
loneine’ the hours of labour. 

In the, open it served as a 
protection against wild beasts. 

On the hearth it united the 
family circle when the day's 
work was done. Resinous 
wood, pine, splinters, and the 
like were used as torehes by 
the Romans, and even in the 
timeof Homer. Von Renesrh, in his valuable and unhpie work on 
Ilium Ivui to it III the Mhltlle Aijes, has described how such pin** 
splinters were habitually burned for by hi by tie* peasants of that 
period, and are so used in some remote districts even to da\ , 5 
Sometimes the methods of llydilin^ by this means were 
even more primitive, pieces of wood beih" merely kindled aid 
thrown info pans or niches in the wail. Drs Niemann and du 
Hols'- mention that at. an earlier period it wm often tlm otmtoin 
for one of the younger servants to hold a splintin' in each hand 
Occasionally the torch was held in the mouth so as p» f | }( , 

hands from This custom is exemplified in the rather enn^ome 
skull-shaped holder shown in tie. j, 

1 I km Iklmch t itmjmimert mm Mitb-hilter hi a ;;«r Mitt* (k, Johrhnmin n 

Oestemich-Umjnrn (A. Kdiroll .V, (,'u., Vknmi, IUUU). 

■ “%ur(k^lndit(Ml(> Ik-li'U.-htiiiignvt-y.tii, - / Un$M , | jtli h..,.,..!,... 

1007; 1908, pji. 311, 070. 
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The authors had remit)y tIm tp« h! fortnn** to <*»tm, 
collection of old lamps, (hat of* Mr ,1. \V. J*of 
which contained (pute a nmiiln-r of ^pri-iuino- of t 
splinter devices. By tin* courtesy of Mr Johnson 1 1 4 i 


FlO. 2. Group of rusli-lifrlits, » l,,. , 

(14 upeciiiieim from \| r » * ,.!|r,-ti„ f , 1 > ' ' 

wa S described in Tl,v f , . 

illustration is one of those oeeurriin--in this art ir-h 1 i, «j ft'"'', 

these splints, which until recent!^ wire ’,^^ 
were termed “puinnen” or TI 1 

from the fact that poor men, va.ranis <S~Xl3?Z 
Ilium, hug., London, August and Keiitemln-r, ml. , mm 
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th( i y were, call (‘d in Scotland), used to turn an in most prnnv b\ 
collecting tin* splinters and selling them in bundles. Some of 
the (dips shown in tin* illustration were intended for splinters 
others 1 mm Wales and Ireland were devised for rush lights 

Awikxt Lamps rsixu Oils \nj> Fvjs, 

1 he next, step was t he ho | »a rat ion of the resinous and pit <*h v 
materials, which were burned in open braziers, and ere lone this 
was followed by the use of ve^et a ble and a n ima 1 oils and fa is, 
Lbhm 1 r<‘cal Is t hat in Memphis, Thebes, an< 1 X i ne\ eh feMiXah 
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I’l.;. <.riujji ..I hj'ypti;m pofiery .net heiuz. htntj.,, 

("■‘i ijN-i Imran fruiii Mr » rullo'lmt, , 

were celebrated by flic use of la cm* sf< ate \ uses tilled with llijiij.j 

i'lit to till* weight of 100 (.omuls or more. 

Primitive lumps of stone, clay, or term col la dale Intel, to nuti. 
prehistoric times, and in Mr Johnston'*, eolb-rtion referred i., 
Jll.OVe, there are several hundreds of sueh lump-.. .otiw of lla-m 
datine from many years n.r. I,, |i u . ;; |',. H of th-m nr-- 

In many instances we see trace-, of distineth arli .tie deS-m 
although as ilium inants such lumps must have oh,|„,t ,, f ( , 
and flmkarino li^ht,. The design of the later Klruscau (Oman 
and Hreek lamps of this kind was more elaborate, t |„. material 
heui^ frequently l.rass or bronze and the workmanship evpiiOe 
In a most remarkable book published in Paris in 17(0 ’(a!,., m 

.. .. . .•*■•* 

- . . . .. * 
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_ of Mr Johnston), illustrations of a considerable 
r . t them are given. In some cases very grotesque 
';:,nth Mntpes are adopted. For example, the handle is 
l r j.r shape of a swan’s neck, or the lamps in the form of 
- -noils, and curious birds and beasts, often carved with 
r m tie amount of skill and ingenuity, 
kirn *aek over the early Egyptian lamps shown in fig. 3 ; 
i thing that strikes one is the enormous period of time 
h>h the primitive and crude design of these early oil 
r-muiiifd substantially the same. Contrast the con- 
m »f these hundreds and thousands of years with the 
progress in lighting during the last decade ! 

The evolution of many of these 
early lamps is most interesting to 
the lighting engineer. For ex¬ 
ample, fig. 4 shows the develop¬ 
ment of hanging lamps from 
eating- and drinking-vessels. It 
can also be shown that some 
modern fixtures are derived from 
a tree, the lamps hanging on 
chains and metal limbs just as the 
fruit hangs on the branches. For 
these two interesting sketches we 
are again indebted to the re¬ 
searches of Niemann and du Bois 
(loc. cit.). 

u£ wieks ^sfciiig in vessels containing fats and oil led 
a- gthe idea of a rush soaked in grease, which was 
primitive form of candle. It appears that such lights 



, development of 
from eating- and 


t lit 


- J 

wn to the Romans, who used reeds dipped in oil. We 
*? g medliri ^ akin to the humble rush-light, which formed 
. 1 ,., k‘y 1 Um ' mnt the P oor in some districts within living 

Wax-lights axd Candles. 

i at 'ijnhWei r °' enie , n ^ ° f n ° te was tlie lnamifa eture of candles 

,. 1,:; !i», I r mt lro , m *• oU bm» doc. on.) 

i .t. v , t ] 1 °“ ans ,lad alread y learned to distinguish 
5 v t “ d tall ° w; while Phoenicians 

s r iceaMe ca ” dies - 

>»to Constantinople .bout the fourth century Yet 
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in its essential elements the candle seems to have remained 
practically the same until last century. 

Right through the middle ages, and indeed until the discovery 
of petroleum in large quantities, candles remained almost the 
only method of lighting within the range of people of average 
means. The poor man was perforce content with a few lights 
of inferior quality. On the altars in the churches and in the 
salons of the rich the finest wax candles might be seen, but 
chandeliers carrying an immense number had to be used in order 
to secure a reasonably bright illumination. Offerings to the 
Church in the middle ages very frequently took the form of 
elaborate and richly ornamented chandeliers. 

Many amusing records are to be found of the esteem in which 
only a single candle was formerly held. It was a mark of 
nobility to be preceded by a candle in going to bed, and M. 
Allemagne relates bow when, in 1094, the Dauphin took the 
Marquis de Passe prisoner, he considered he was granting quite 
an exceptional privilege in allowing him a candle when retiring 
for the night! The same author reproduces an old print showing 
Michael Angelo painting feverishly at a masterpiece with a 
candle fixed in the hrim of his hat. 

It must be remembered too that the line wax candle was 
only within the means of the rich. For example, the Enenlnff 
New* recalls the typical bill of the early Victorian inn, which, 
“ for a gentleman who called himself a gentleman,” began with 
the item, <e wax-lights, 5/.” The poor man was, perforce 1 ,, content 
with the tallow dip. 

A writer in The- Illnmlndtinff Engineer has traced the early 
struggles of the Guilds of Wax and Tallow Chandlers in England 
during the fourteenth and fifteenth centuries. 1 - Niemann and 
du Bois mention that Cuilds of Candlemakers were formed in 
Hamburg in 1375, and in Paris even as early as I (Mil. In 
London the monopoly of candlemaking originally rested with 
the Guild of Wax Chandlers. It is interesting to observe that 
the guild induced the Mayor, Aldermen, and Sheriffs of London 
to establish a strict specification for candles in which their 
constituents and details of manufacture were minutely described ; 
anyone manufacturing and selling candles which were out of 
accordance therewith was liable to heavy penalties. 

A little later, however, we find this guild struggling 
desperately against the introduction of tallow candles, the 
1 Ilium. Eng., London, vob ii., 1909, p. 734 ; vol. iii., 1910, ]>. 13. 




5.— Interior of tlie House of Commons in 1834. 
{T!k rtilairy. Old and Xeic London, vol. iii. p. 511 .) 


I" nut unnatural, seeing that candles retained their 
*:j|>!'*■:iiury si> the sale effective means of illumination for so long, 
tee! in Jinny quarters they should be still regarded as the only 
yy-nyriat'.- method of lighting, sanctioned by custom and 
tinnLnt and not to be displaced by modern methods however 

- -m n «itnit 

Perhaps mie of the best examples of the reluctant consent to 
:Lv adaption of gas in place of candles is the House of Commons. 
^ “ r opnxlaction of an old print showing this method of 

ihuiuillation in 1884. 

W hen a tow years later Dr D. B. Reid suggested the introduce 
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tion of gas, the categorical answer lie received from^ir Pe-n-jamiu - 
Stephenson and the Earl of Bessborongh was, “ Do what ydu>4ik*e* 
for the acoustics and ventilation, but take it as a fixed and 
settled point that wax candles remain.” 1 

Yet the progress of the age renders such changes merely a 
question of time. Commenting on the recent conversion oi 
Caen Wood House, the residence of the Earls of Mansfield, 
which, until a few years ago, was lighted exclusively by candles, 
the Evening News remarks: 

“ To a twentieth-century babe the miracle of the electric 
button is the normal and unremarkable method of producing 
light, while the candle is a mild-temperecl firework—a, festal- 
light device for lighting birthday cakes.” 

Oil Lamps and Lanterns. 

The step from candles and vessels containing melted fat to the 
oil lamp proper was a very gradual one. Such lamps, like 
candles, were applied to church lighting and ceremonial at a 
very early date. As a means of illuminating surroundings these 
lamps were feeble indeed, but as works of art they were often 
magnificent. Many of the early Carthaginian and Roman lamps 
excelled in this way, and the Venetian lamps of later days 
showed exquisite workmanship. The loving care devoted to the 
embellishment of these old lamps presents a remarkable contrast 
with much of the business-like and purely utilitarian design of 
modern fixtures and illuminants. 

In these lamps animal and vegetable oils were mainly used, 
and it was not until the middle of the nineteenth century, after 
the discovery of petroleum in large quantities in America, that 
the oil lamp proper was developed. Yet important steps had 
been taken from time to time in the development of the oil lamp, 
notably the substitution by Argand of the round wick for the 
flat one previously employed. This enabled the air to have 
more perfect access to the flame and led to a substantial increase 
in the light. The introduction of the glass chimney, also ascribed 
to Argand, was another great step, and it is probable that the 
work of this scientist, and that of Carcel and others towards the 
end of the eighteenth century, did much to j)ave the way for 
the success of the later forms of oil lamps. 

In 1836 the Moderator form of oil lamp, combining many of 
1 Ilium. Eng., London, vol. ii., 1909, p. 665. 
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ro\ c!i!«‘lits. was introduced and widely used. Other 
r-A-Ui.-nt- in detail followed, until eventually the discovery 
! , ir h-uni led to the popularisation of this means of lighting 
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The Histokv of Street Lighting. 

1 U‘vhh light of candles and oil lamps street illumination, 
T r- M'oper M^nse. could hardly be attempted. All that was 
tn indicate the course of the street by “beacon- 
methyls, ie. by small lamps at frequent intervals, 
vd-.LL^ rved to shed a feeble glimmer over the roadway, but 
i j]v,v <utrieed to show where the pavement ended and where the 
r \i>l ho^aii. In old prints of London life the te link-boy ” with 
h> f ivh was a prominent feature, and in the dense fogs which 
; Irwyoais ago commonly afflicted the metropolis his services 

v. * iv Mil’ in occasional denrand. 

Regular lighting in London appears to Lave been attempted 
at a wry early period. It is most interesting to trace, as a 

w. *iTe.-pui ulent in The Illuminating Engineer (London) has 
ilviied tlie development of public lighting in this city, and to 
observe how the duty, originally imposed on private householders, 
gradually passed into the hands of municipal authorities. 

Wo, in this age of abundant illumination, can hardly credit 
the insecurity of the streets in those early days, when “it was a 
common practice in this city that a hundred or more in a 
company, young and old, would make nightly invasions upon 
houses of the wealthy" to the intent to rob them, and that when 
night was come no man durst adventure to walk in the streets.” 

The first attempts at regular street lighting in London appears 
to date from 1415, when Sir Henry Burton, then Lord Mayor 
of London, ordered all householders to hang out lanterns in 
the winter evenings between All-Hallows and Candlemas. This 
practice they were obliged to follow, on pains and penalties, for 
upwards of three hundred years. The watchman with his long 
coat and halberd passed along the street crying: 

‘‘A light here, maids, hang out your lights, 

And see your horns be clear and bright 
That so your candle clear may shine, 

Continuing from six to nine, 

That honest men may walk along— 

May see to pass safe without wrong. 55 

1 Ilium. London, vol. ii., 1909, pp. 87, 272. 
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In 1694 an ingenious man named Edward Heming obtained 
letters patent giving him the exclusive right, at a moderate 
remuneration, of placing a light opposite every tenth door. His 
contemporaries, however, attacked him furiously, and the license 
was withdrawn in 1716. In that year it was directed that every 
householder whose house fronted a street and was rented at £10 
should be obliged, under a penalty of one shilling, to hang out a 
light during every dark night from September 29th to March 
25th, and to keep these lights burning from between the hours 
of six and eleven. 

After 1736 it was decided to take the contracting for this 
lighting out of private hands, and the organised service passed 
into the hands of the Common Council of Ward, the Aldermen 
Deputy and Common Councilmen of each ward being empowered 
to contract for the illumination of that locality and to levy a 
rate for the purpose. The business of lighting came at last to 
be placed in the hands of the Commissioners of Sewers. It is 
interesting to observe how in England (as in France) lighting, 
the functions of cleaning the roads, and sanitary matters came 
to be associated at this early period. 

In an old work by Professor J. Beckmann of Gottingen 
University, entitled A llisiorif of Invention*, Discoveries, and 
Origins, some interesting details of the lighting of London are 
given. The account concludes with the words: 

u At present (1786) the lamps of London are all of crystal glass; 
each is furnished with three wicks, and they are aflixecl to posts. .They 
are lighted every day in the year at sunset. Oxford Street alone is 
said to contain more lamps than all Paris. . . . The roads even seven 
or eight miles round London are lighted by such lamps, and, as these 
roads are very numerous, the lamps, seem from a little distance, have a 
most beautiful and noble effect.” 

The history of street lighting in Paris during this period 
was not unlike that in London. The subject has been very 
fully treated in Allemagnes excellent work (loc. cit), and 
likewise in M. I)efranee’s Hisfoire de U fiiela/iraye das lines 
de Paris. 

As early as 1367 Charles V. issued regulations regarding 
the placing of lamps at stated intervals in the streets, and 
in 1407 the Prefect of Police, whose duty it appears to have 
been at a very early time to attend to public lighting, ordered 
the hanging out of lanterns by householders as a means of 
mitigating the disorderly character of the streets. 
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- n . however, not until 1606, in the reign of Louis XIV., 
iimrk1 advance in public lighting was made, largely 
;‘ 51 l tam . e i>1 La Eeynie, the Lieutenant of Police, whose 
* XriiftL el a i*t e. sureteT was an epigrammatic summary 
. d.it-et V <>f street lighting o£ that day. King Louis, in 
, t *nt,thui of the resolve to improve the lighting, taken by 
Police in 1666, caused a special medal to be 
end In inti * 1 yet another. La Reynie caused as many 
; to he hung in the streets, and the period of 

, ». ar h nija was lengthened. It was customary to 
' t ] ir tiiur of lighting in summer, and the merchants of 
'a.* presented an appeal asking that all-night lighting 
] (i established all the year round. (Curiously' enough, 


a v. i'v Mini hi r request lias recently received support from the 
u r f Pul ice in Paris, who urges the benefit of such a pro¬ 
ved n cm a means ot checking the crime and depredations of 


11R-* a parlies of to-day.) 

The improved conditions of lighting, however, seem to have 
given rise to great popular enthusiasm, and were considered 
a remarkable advance in Europe at that time. The progress 
continued, and in 1729 as many as 5772 lanterns were in use. 
Mjiiv vt the old prints representing them slung on ropes 
across the street are very suggestive of the most modern 
m»*t IhmK of suspending are lamps in use to-day. These lanterns 
won* attended to regularly under the supervision of the 
p .lire. The occasional renewal of mantles or arc-lamp carbons 
in tin* lamps of to-day is sometimes considered troublesome; 
but this, appears a tribe when it is noted that the wicks of 
t hese old lamps required cutting lour by hour to keep the 
flame burning. 

In 174d oil lamps with reflectors above the flames came to 
he introduced, and in 1766 ]M. de Sartine, the Lieutenant of 
Ibllev offered a prize of 6060 livres for the best form of 
lamp for street lighting. Lavoisier, the great chemist and 
physicist. Bourgeois, and others occupied themselves with 
this matter. The former published a most elaborate physical 
investigation into the properties of such reflectors and the 
tiest method of shaping them so as to distribute the light 
efficient ly—quite in the manner of the best illuminating 
apparatus of the present time. 

In tig. 6 we reproduce an old Trench print illustrating 
tlie interest excited among the citizens of Paris by oil lamps 
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suspended over the roadway (just as many gas and electric 
lamps are to-day). 

We now reach the next stage in public lighting, the intro¬ 
duction of gas. The course of events during the preceding 
years seems to have been very similar in the chief European 
countries. Niemann and du Bois (loc. ait.) mention that in 
Germany similar obligations as regards hanging out lamps 
were imposed on householders, and in that country, just as 
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The Comixg of Gas Lighting. 

Tit^v w\i\ to have been quite a number of independent 
t, produce illuminating gas at the end of the 
o'rmturw Clayton. Lord Dundonald, and William 
jjT*, ,, \ u i,y v at Britain. Becher in Munich, and Le Bon in 
} v T 1 occupied themselves with the matter. 

T?;f mvilit for bringing the invention to a practical stage 
K s mvo due to Winzler (or, as he is known in this country, 
\\Ya Moravian, who investigated Le Bon’s work and 
, t ; 4 :u.tliv none to England and founded the Chartered 
t *, previous to this, William Murdoch, who has been 

,4 1 ,/ described as "the father of gas lighting,” started making 
his factory in Soho, the whole facade of which was 
’ rihiaiitlv iliuiuinated in honour of the Peace of Amiens in 
]s t i^ The Lyceum in the Strand was illuminated in 1803, and 
ih ■ whok* of Pall Mall in 1809. Subsequently the Chartered 
t bn yiiiiv secured rights for the whole of England, and gas- 
\\ t were erected at Birmingham, Hull, and other towns. 

Progress, however, was exceedingly slow at the commence- 
utia Xot only were the promoters faced by exceptional 
pi m t-ring technical difficulties, but they were hampered by 
*.11 a ha- 'st incredible amount of misunderstanding, and by the 
opp idtioii of formidable industries. 1 

The introduction of gas was keenly contested by the dealers 
in oil and tallow —just as the introduction of tallow candles 
had !>een opposed by the wax chandlers centuries before— 
who drew dismal pictures of the impending ruin to their 
industry. Yet the makers of oil lamps and candles might 
have spared themselves alarm. Mr Dumoncel, in his work 
on electric lighting, remarks: 

The producers of lamp oil were at this time struck with dismay, for 
111 this discovery they saw the ruin of their industry. But they soon 
tTiind that, contrary to their expectation, the consumption of lamp oil 
mrfvased with the development of gas illumination. It could not, 
indeed, be otherwise, for gas illumination, by accustoming people to a 
brighter light, was bound to lead to an increase in the number of lamps 
for private illumination. ” 

This experience, it may be added, has been repeatedly con¬ 
tinued in more recent times. The development of each, new 
method of lighting lias not hindered but helped the growth 

1 See a lecture on “The History of Gas Lighting,” by W. J. A. Liberty, 

Ilium, Eny.„ London, April 1913. 
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of* others by raising the standard of illumination; so that 
to-day not only gas, oil, and candles, but electricity, acetylene, 
petrol-air, and many other systems of lighting have all a 
useful sphere of action, and are still finding new applications. 

For a long time the progress of the industry was hampered 
by the struggles between competing gas companies, several of 
whom often operated over the same area. Gradually, however, 
with the assistance of Parliament, this destructive warfare was 
terminated and conditions came to approach more nearly those 
of to-day, when two vast companies, the Gaslight and Coke and 
the South Metropolitan, in their respective areas control the 
lighting of the greater part of London. Through the efforts 
of these early pioneers the public was gradually educated to 
appreciate the benefits of illumination supplied from a distance, 
and there can be no doubt but that these initial difficulties did 
much to smooth the way for electric lighting when it eventually 
arrived. 

While the very earliest practical gas lighting appears to have 
been initiated in England, progress on the Continent was also 
rapid. Bohm states that Unter den Linden in Berlin was first 
illuminated by gas in 1827, Dresden in 1828, and Leipsie in 
1887; by 1850 the majority of the larger German towns had 
installed gas. 

In the same way experiments were begun in Paris about 1(817, 
and during 1820 to 1840 there were as many as six different 
companies at work. In 1855 these were fused into a single 
concern, the Compagnie Parisienne d’Eclairage. By about 1850, 
as in Germany, most of the provincial towns in France had 
adopted gas lighting. 

Tee Coming of the Electric Arc Light. 

The invention of the electric arc is generally dated from the 
famous experiments of Sir Humphrey Davy early in the last 
century. Naturally, this was merely a feeble forerunner of the 
arc lamp as we understand it to-day, the current being derived 
from a series of primary batteries and the arc provided between 
two sticks of carbon. Few things indeed are more remarkable 
than the devising of such a powerful source as the arc lamp 
while methods of generating electricity were so very primitive. 
Lamps provided with mechanism were stated to have been 
devised by Thos. Wright of London in 1845. Foucault somewhat 
earlier had devised a simple hand feed-lamp, and even used it for 
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ujii*v< ?•—v* ijv projections. When, shortly after this, lamps were 
' v: at the Place de la Concorde in Paris the current- was 

-ri:; 1 a'rived from a voltaic pile. The public, however, were 
nm.U-d at <o powerful a light, and the fanciful idea of a city 
' u minuted bv a single lamp of immense candle-power suspended 

>r . ; a ; r _ {l miniature sun, in fact—was put forward as a possi- 

; VPv hi the near future. 

f]iv 11 <e of arc lighting for regular public service can scarcely 
K t«» have existed earlier than the ’seventies; and the real 

, ,f olecrric lighting, from an industrial standpoint, is often 
daud in tin the Paris Exhibition of 18S1. The long period before 
-hi-, halt* was largely occupied in devising appropriate methods 
, )i . vnerating electricity in commercial quantities. 

Vet there are records of the occasional use of electric lighting 
mud] earlier than this. Thus Defranee (loc. cit.) recalls that 
iu.ignet'‘-electrically generated current was first applied to 
ii'dning in France in 1859, and in 1867 there were thirty-two 
i aui]^ in use in the Tuileries gardens in Paris. It is also stated 
that the first trial of electricity for lighthouse illumination took 
idler at I hinge n ess, at Faraday’s suggestion, in 1857; and that 
t skating scene in Meyerbeers opera The Prophet was 
illuminated by electric light at the Paris Opera House as far 
hack u- hS4ii 

Electric glow-lamps were introduced about 1879, the credit for 
this discovery being given to Swan in England and Edison in 
the Tinted States. If appears, however, that although these 
wnv the tirst practical examples of lamps of this kind, and the 
progress in electric incandescent lighting may he said to date 
from their exhibition, there are on record some remarkably 
early attempts in this direction. Drysclale, 1 for example, states 
that filament lamps of a kind were made by de Moleyns in 1841 
and King in 1845; and Mantiea, in his work on electric lighting, 
also reproduces ail old print in which de Changy, a resident at 
Brussels, is seen showing the application of an incandescent lamp 
in c< dlieries, about the year 1850. 

1 n England a great impetus was given to electric lighting by 
the famous exhibition held at the Crystal Palace in 1882. In 
1880 practical experiments in street lighting by arc lamps were 
Wing made on the Thames Embankment. By 1882 we find 
that electric incandescent lamps had already found their way 
into several notable spots in London, such as the Savoy Theatre, 

1 Ilium. Emj London, vol. I., 1908, p. 295. 
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the British Museum Library Reading-room, the Editing Office 
of the Times, and the Mansion House. Gatti’s restaurant in 
the Strand was among the first in London to adopt the system. 
The plant used for this restaurant was subsequently extended 
to meet the demands of outsiders, and the company formed to 
carry on this business became the basis of the Charing Cross 
Electricity Supply Co. In 1881 experiments in the application 
of electric lamps in collieries had already begun, and in 1884 we 
find an “account of its experimental use in trains. 

The advent of electric arcs and incandescent lamps naturally 
created a great impression. Even the non-technical could hardly 
fail to perceive that a new era in lighting had begun. Arc 
lighting soon came to be very habitually used for street lighting, 
being incomparably the most powerful method of illumination 
then available. Once again the older established illuminant, gas, 
seemed to be threatened by extinction. But this caused those 
interested in gas lighting to make more vigorous efforts, and led 
to a revolution quite as remarkable in its way as the coming 
of the electric light. 

The Incandescent Gas Mantle. 

This rejuvenation of gas lighting occurred through the incan¬ 
descent mantle exhibited by Auer von Welsbach in 1883. 

Although the novelty attracted much attention, it was at first 
found that mantles did not compare very favourably with the 
customary flat-flame burners. The early mantles disintegrated 
rapidly and lost their illuminating value, and it was only the 
perseverance and brilliant research of Welsbach during the next 
few years that made the mantle an industrial success. 

The necessity for a period of repose while the new method of 
lighting was being developed and the industry was preparing to 
accommodate itself to the novel conditions, is shown by the fact 
that more than ten years elapsed before incandescent gas lighting 
made any appreciable headway for street lighting. We find 
that trials in this direction were being carried out in Paris in 
1894, and in Hamburg, Wiesbaden, Budapest, and other Conti¬ 
nental towns about the same time. By this time Ipswich and 
Winchester were making experiments in England; while Liver¬ 
pool, Swansea, Dublin, and other large cities had used it by 1896. 
In 1900 we find that other cities, including Birmingham, Glasgow, 
and many of the southern suburbs in London, had followed suit. 
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The Opening of the Twentieth Century. 


The new century opened with a burst of activity surpassing 
tkit of twenty years earlier. Mot only lias actual progress been 
mow remarkable, but the rate of process in artificial illumina¬ 
tion has been marvellously accelerated. 

In gas lighting a remarkable advance has been made in the 
introduction of the inverted mantle. Before the display at the 
Earl’s Court Exhibition in 1904, inverted mantles were scarcely 
known to the general public; indeed there were at that time 
many experts in gas lighting who seriously doubted the practical 
wrnwss of tliis invention. Yet to-day there seems a probability 
that inverted mantles may entirely replace the upright type, and 
hi Led in certain fields they may almost be said to have already 
d oie so. Such mantles, besides having marked advantages 
as regards distribution of light and durability, enable lamps 
of a remarkable range of candle-power to be obtained; the 
smallest types are stated to consume less than one cubic foot of 
gas per hour and to yield up to 20 c.p.; the powerful street- 
lighting units, on the other hand, are credited with as much as 
4000. What a contrast with the first gas lamps introduced to 
light Pall Mali in 1810, which were stated by the experts of that 
time to give a light equivalent to three candles, but which never¬ 
theless were considered immeasurably brighter than the old oil 
lamps which they superseded! 

The second great advance in gas lighting during this period 
ha^ Wen the extension of high-pressure gas lighting, of which 
until about ten years ago only a few isolated experimental 
examples were in existence in London. 


A number of experiments in this direction were made about 
the year 1900. We find that in 1901 Blackfriars Bridge was 
lighted on the Sugg high-pressure system, 300-c.p. lamps, 
supplied with gas at a pressure of 10 inches, being used. This 
represented a marked rise in the standard of gas street-lamps 
as compared with the ordinary low-pressure lamps of that time 
wkcli were rated at about 60 candles. Tests carried out in 
estMln ster m 1902 showed that the average candle-power of 
tiie are lamps employed was 670 c.p., the flat-flame burners and 
low-pressure mantles gave 61 and 58 candles respectively, and 
tlie awrage of the Sugg high-pressure lamps worked out to 494. 
. n L ;f l „ a was read by Mr A. W. Onslow describing the 

installation at Woolwich Arsenal, where a pressure as high as 


HISTORY AND DEVELOPMENT OF ILLUMINATION . 19 


54 inches was successfully used; the author predicted that the 
use of gas at this pressure would become general, and that lamps 
of 1400 c.p. would soon be considered desirable for street 
lighting. At the present time pressures considerably in excess 
of that named above are sometimes used. The lamps recently 
installed in the City of London and in Westminster give several 
thousand c.p., and are stated to have an efficiency of about 
60 c.p. per cubic foot of gas. 

During the last few years the number of streets brilliantly 
lighted by this means in London has enormously multiplied, and 
the progress of the method in many Continental cities has also 
been very rapid. 

In electric lighting there have been equally striking develop¬ 
ments. Whereas during the last twenty years of the nineteenth 
century no radical departure from the original glow-lamps of 
Swan and Edison principle had been witnessed, we have within 
the last decade seen the introduction of metallic-filament lamps 
yielding more than three times the light for the same con¬ 
sumption of energy. We have likewise seen the introduction 
of flame arc lamps, in which chemically treated carbons have 
trebled the efficiency of the older lamps, and enabled a light of 
several thousand c.p. to be obtained. The same high order 
of efficiency is claimed for the latest forms of mercury-vapour 
lamps; and there are also entirely novel methods of lighting, such 
as the Moore tube system, which depends on an electrical dis¬ 
charge through long tubes of rarefied gas and presents a 
remarkable departure from customary methods of illumination. 
More recently still we have heard of the use of the “ rare ” gas 
neon for vapour tube lighting, and even of high candle-power 
incandescent lamps consuming only 0*5 watt per candle! 

Meantime lighting by acetylene has completely passed the 
experimental stage. Advances in lighting by petroleum, spirit, 
and paraffin have also been made (notably in the application of 
these methods to lighting by incandescent mantles), while other 
new processes, such as the petrol-air gas system (in which a 
mixture of petrol vapour and air of constant composition is 
generated and led through pipes like an ordinary gas supply), 
have also made their appearance and are proving their special 
applicability in directions not met by the older methods of 
lighting. 

We see, therefore, that there is now available a wide choice 
of illuminants, and the problem of deciding their respective fields 
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x ,f action is not a simple one. Whereas the consumer of fifty 
wars ago was often restricted to a single illuminant, he has 
to-day many alternative systems to select from. 

Naturally, this development in methods of lighting has led 
to a continuous rise in the standard of illumination. Owing 
to t hr lack of adequate methods of measurement in past times 
we have few definite records of the actual intensity of illum¬ 
ination employed, hut we may surmise that the standard of 
artificial illumination, even in the last century, was far below 
what is considered reasonable to-day. 

line can hardly doubt the immense influence of this progress 
in artificial lighting on social life. We have seen how, simul¬ 
taneously with the development of public lighting, the security of 
our streets has steadily improved. Advances in illumination, as 
wel l as improved means of locomotion, have done much to facilitate 
social intercourse. At one time it was tacitly assumed that when 
darkness fell the day’s work was done. Nothing remained but to 
retire to sleep until daylight was again available. At the present 
time most people rely mainly on the evening in order to meet 
their friends, and the hours of darkness can be used for business 
and recreation with almost the same facility as the daytime. In 
tliis way alone light has more than justified its reputation as a 
civilising agent. 

To improved means of lighting must also be ascribed much of 
the remarkable rapidity in the march of ideas to-day. The 
spread of education during the last century and the remarkable 
development of newspapers and printed matter are largely trace¬ 
able to better methods of illumination in the home, for this alone 
lias encouraged the taste for evening reading. 

Naturally, too, the introduction of better illuminants has 
brought with it many novel uses for light. In our theatres, 
conceit halls, and restaurants light has long played a conspicuous 
part. Artificially illuminated skating-rinks, swimming-baths, 
mid covered lawn-tennis courts are already accepted as a common¬ 
place by the new generation. Illumination, from being a menial 
service, is becoming an art and a science. 


The Illuminating Engineering Movement. 

All these remarkable developments naturally led engineers to 
take a closer interest in illumination. There were a considerable 
number of papers on the subject read before scientific and 
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technical societies all over the world, and there is now an ever- 
increasing number of references to lighting matters in the 
technical press. 

It was soon recognised that this branch of knowledge had 
become too complex to be dealt with by any existing expert, and 
the suggestion was made by one of the writers, in a paper before 
the Royal Society of Arts (London), 1 and subsequently in an 
article in The Electrical Magazine in the same year, 2 that a new 
specialist—“the Illuminating Engineer”—was needed. 

It was pointed out that at that time it was almost impossible 
to find a man who had an adequate knowledge of the various 
illuminants and who was in a position to consider their merits 
impartially. It was easy to find engineers who knew a good 
deal about electric or gas lighting, but it was a very difficult 
matter to find a man who understood both; and it was still 
more difficult, in deciding on a system of lighting, to secure im¬ 
partial and useful advice as to whether gas, electricity, acetylene, 
petrol-air gas or any other illuminants should be employed. 
Moreover, although there were men who understood about lamps, 
there were few indeed who could claim to have fully studied 
illumination. The science of making use of light, the best 
method of arranging lamps for different classes of work, the 
choice of appropriate shades and reflectors, the effect of light 
upon the eyes, the amount of illumination requisite for various 
purposes—ail these were matters that had not yet been suffi¬ 
ciently appreciated or studied. 

Naturally, time would be required to evolve such an expert. 
Illumination—-the proper application of light in the service of 
mankind—is not a purely engineering matter. The new specialist 
should understand the effect of light upon the eyes and the 
hygienic aspects of illumination ; he should also have studied the 
artistic side of the subject, so as to be able to co-operate with 
the architect effectively in arranging for the lighting of buildings 
of architectural distinction; and he should also understand the 
measurement of light and illumination. 

Until quite recently no attempt had been made to collect 
this information, and to show its bearing on lighting problems. 
For example, if anyone wished to review the progress in illumi- 

1 “ The Progress in Electric Lighting,” by Leon Gaster, Jour, of the Royal 
Society of Arts, London, 9th Feb. 1906. 

2 “ The Need for the Illuminating Engineer,” by Leon Gaster, Electrical 
Magazine, April 1906. 
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nation as a whole, lie had first to read through the transactions 
of t he rations bodies concerned with electric developments of all 
kinds, and then to do the same in the case of literature devoted 
to ^as» acetylene, etc. As a rule the references to lighting matters 
\\>re lew and far between. In the same way much work had 
been done on the physiological effects of light and its influence 
on the eye, hut this information was packed away in the 
records ui ophthalmological and medical researches in various 
countries, and, when found, was usually in a technical 
form not readily applicable to illuminating engineering. The 
literature of photometry and the measurement of illumination 
wa> particularly scattered; almost every kind of scientific 
society, physical and physiological, engineering and optical, 
occasionally dealt- with the subject from their respective 
points of view. 

It was therefore necessary, before illnmination in all its 
aspects could he properly studied, to provide a centre of informa¬ 
tion on the subject. 

Two methods of accomplishing this end suggested them¬ 
selves — the starting of a journal, and the organisation of a 
society in order to provide an impartial and international 
platform for the discussion of lighting matters. The issue 
of 27e- Iliumhinting Engineer was announced in a paper 
before the Association of Engineers in Charge in the antumn 
of 1907, and the first number duly made its appearance in 
January 1908. 

The idea of forming an Illnminating Engineering Society, 
originally suggested in 1906, was again brought forward on the 
occasion referred to above. 

The actual decision to form the Illuminating Engineering 
Society was taken at a dinner held at the Criterion Restaurant 
I London) on 9th February 1909. 1 A draft constitution was 
drawn up by a committee appointed on that occasion, and sub¬ 
sequently ratified on 25th May; and on 18th November of the 
same year the inaugural address was delivered by its first 
president, Prof. Silvanus P. Thompson, D.Sc., F.R.S. 1 

Since that date four sessions of the Society have taken place 
very successfully. Such subjects as «Glare” (i.e. the dazzling 
effect of illuminants improperly used), “ The Measurement of 
light and Illumination, 5 ’ -The Lighting of Schools, Printing- 
works, Private Houses, Libraries, Streets,” etc., have been dealt 
1 Ilium. Eng., London, voL ii, 1909, pp. f 154, 375, 807. 
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% y*th. at these meetings. The Society has received the co-opera- 
W°xi of delegates from outside bodies, such as the Association of 
Medical Officers of .Schools, the London Teachers 5 Association, 
tlie .Association of Teachers in Technical Institutions, the 
library Association, etc., all of whom took part in the discussions 
an d rendered valuable assistance. Special joint committees, 
011 which both the Illuminating Engineering Society and these 
biodies are represented, have now been formed to carry on 
tlie study of school and library lighting and collect further 
formation on the subject, and have already issued interim 
reports . 1 


Tlie Illuminating Engineering Society now includes among its 
members representatives of gas, electric, acetylene, oil, and petrol- 
air gas lighting; manufacturers of lamps, shades, and reflectors; 
medical men, oculists, architects and surveyors, professors, etc.; 
mid its membership during its four years of existence has 
increased to close on 500. It is also international in its scope, 
mud numbers among its corresponding members many of the 
greatest Continental and American authorities. 

In taking the step of forming an Illuminating Engineering 
Society (in London), its founders were encouraged by the know¬ 
ledge that a society with similar aims had been started in the 
United States in 1906 and had met with considerable success. 
Since that date the number of members of the American Society 
luts risen to over 1500, and its transactions (to which frequent 
reference will be made in this work) have contained a fund of 
information of the greatest value. The American Illuminating 
IZrisg i a beer was started almost simultaneously, and this too did 
much, valuable pioneering work. 

In other parts of Europe the study of lighting matters 
(which was Liken up by some Continental engineers much 
in advance of their time) is being vigorously pursued. Many 
of the most recent developments in illuminants are of Con¬ 
tinental origin, and their applications constantly form the 
subject of articles and papers before technical and scientific 
societies. The announcement was made two years ago that a 
German Illuminating Engineering Society has been founded 
under the auspices of the Technische Physikalische Reichsanstalt 
and at the joint request of the German Institutions of Gas and 
Electrical Engineers. 2 


1 Tllxcm. Eng., London, July 1913, pp. 364-366 ; July 1914, pp. 35.9-368. 
55 Zeltschr. f. Beleuchtungswesen, 10th Nov. 1912. 
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Pr \ctic \l Applications of Illuminating Engineering. 

A few examples will show the great opportunities for the 

illuminating engineer. 

We have only to consider the millions of pounds spent annually 
upon lighting in Great Britain in order to realise the importance 
of even a small improvement in efficiency and economy. The 
lighting business ramifies in all directions. In other branches of 
engineering the actual practice of the art is confined to a few 
technical experts. But illumination, as has already been pointed 
out, is not a matter for the specialist alone. It interests literally 
everyone, whatever his or her vocation may be. 

Lnjhfimj of Factories , Offices, Workshops. —Everyone is a 
consumer of light in his own home. But light is also indispens¬ 
able to industry. Each variety of business presents a problem 
by itself and demands special treatment. The conditions of 
illumination required by a bank, a warehouse, or a foundry, for 
example, are entirely different. In spinning-works special lamps 
and fixtures must be selected to illuminate the rooms and 
machinery, and they must be placed in positions which throw the 
light just where it is needed. In printing-works the illumin¬ 
ation of the machinery and of the compositors’ frames require 
detailed treatment; and in dyeing, tailoring, chemical works, 
etc., there are again special circumstances to be borne in mind. 
It is this extra attention to detail that constitutes the distinction 
between modem illumination and the older methods. The 
expenditure on lighting of many large concerns is very great, 
and the effect of even a small saving throughout may amount 
to a considerable sum. But there are other matters—such 
as the influence of good illumination on the health of employees, 
and on the speed and exactitude with which work can he carried 
out —that are at least equally important, even though their 
effect is not so readily expressible in pounds, shillings, and 
pence. 

It has already occurred to sanitary authorities to ask why, if 
pure air and food, good ventilation, and proper sanitary arrange¬ 
ments are considered essential, the necessity of good lighting 
should not also he insisted upon ? An employer is rightly 
censured if he neglects the general health of his work-people. 
He is now expected to fence in and provide suitable guards for 
all dangeious machinery. But is it not equally reprehensible 
to permit conditions of illumination which strain the eyes, 
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accentuate the difficulties of work, and often pave the way for 
accidents ? 

These matters formed the subject for discussion at the 
important International Congress on Industrial Hygiene held in 
Brussels, under the patronage of the Belgian Government, in 
1910. 1 Over 600 delegates of different nations, many of them 
representatives of their respective countries, were present, and it 
was resolved that methods of lighting in factories should be the 
subject of further study, and that in the case of dangerous 
machinery special care should be taken to ensure adequate 
illumination. 

The first International Congress for the Prevention of 
Industrial Accidents took place at the end of May 1912 in 
Milan. The intimate connection that is believed to exist between 
conditions of lighting and the prevalence of accidents caused con¬ 
siderable attention to be given to illumination, special importance 
being again attached to the proper illumination of dangerous 
machinery. 

In a paper read by one of the authors on this occasion 2 it was 
suggested that insurance companies might be willing to offer 
more favourable terms to companies whose lighting was up to a 
certain standard. It was also advocated that inspectors of 
factories should take note of the lighting conditions, and, if 
possible, supplement these notes by actual measurements of 
illumination, when accidents occurred. 

The Home Office in Great Britain has also shown itself 
equally alive to the importance of the matter. Recent reports 
of H.M. Inspector of Factories have been most explicit in laying 
stress on the need for more precise recommendations. 3 The 
recent Departmental Committee on Accidents in Factories and 
Workshops 4 likewise pointed out the need for some standard of 
good illumination,and suggests that investigations in this direction 
should be undertaken. It is added: “ But, even before precise 
data on this point are available, it is recommended that inspectors 
should be given statutory power to require adequate lighting in 

1 Ilium. Eng., London, Sept. 1910, p. 599. 

2 “ The Value of Good Illumination as a Means of Preventing Industrial 
Accidents,” L. Gas ter, Ilium. Eng., July 1912, p. 337. 

3 Reports of H.M. Chief Inspector of Factories, see Ilium. Eng., 
London, vol. ii., 1909, p. 466; vol. iii., 1910, p. 493; vol. v., 1912, 
pp. 380, 418. 

4 Departmental Committee on Accidents in Factories, Ilium. Eng., vol. iv., 
1911, p. 401. 
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all p i act . s wliere work is done, and in all places which are a 
,nn-e of danger by reason of insufficient lighting/ 5 

i valuable summary of existing legislation on the subject was 
bo.i~,a hi 1907 bv the Conseil d’Hygiene de la Seine in Paris. 1 
A imu-worthv step has just been taken by the French Govern- 
iiitai: in appointing a most representative committee, on which 
distimniiJhed oculists, gas and electrical engineers, inspectors, 
a rid others will serve, to report on the hygienic aspects of 
lighting, including its relation to vision and defects of eyesight, 
the* he^t methods^of measuring illumination, and the possibility, 
of framing a standard of the illumination required for different 
classes of work. 2 

Still more recently the Home Secretary in Great Britain 
promised, in response to a question by Dr Arthur Lynch in the 
Hoii<e of Commons, to appoint a Departmental Committee on 
Illumination. In 1913 this committee was actually formed, and 
]A now at work. The function of the committee is “to inquire 
and report as to the conditions necessary for the adequate and 
suitable lighting (natural and artificial) of factories and work- 
>!n »ps. having regard to the nature of the work carried on, the 
protection of the eyesight of the persons employed, and the 
various forms of illumination. 5 ’ The committee are: 

l>r R. T. Glazebrook, C.B., F.R.S., Director of the National Physical 
Lib iintury { Chairman) : Mr Leon Gas ter, Prof. Francis Gotch, D.Sc., 
F.R.S., Mr rl. Herbert Parsons, M.B., D.Sc., F.R.C.S., Mr W. C. D. 
Whethatii, F.R S., and Sir Arthur Whitelegge, K.C.B., Chief Inspector 
id Factories. The secretaries of the committee are : Mr D. R. Wilson, 
sine of his Majesty’s Inspectors of Factories, and Mr C. C. Paterson, 
M.T.M.E., A.M.I.C.E., of the National Physical Laboratory. 

Ctuirerf Rails, Shops , Restaurants, Theatres, etc .—When one 
turns to the consideration of concert halls, shops, restaurants, 
etc., one appreciates the value of enterprising methods of light¬ 
ing as a means of attracting the public. It cannot be too 
strongly insisted upon that the person who designs the lighting 
in such cases should first make himself cm fait with the nature 
of the business to be carried on, and design the illumination 
accordingly. In restaurants the scheme of lighting to be adopted 
is absolutely dependent on the class of customers catered for. 
In the same way the objects aimed at in the shop window (which 
vary much according to the nature of the shop and the locality) 

1 Ilium. Eng., London, vol. ii., 1909, pp. 229, £L9. 

2 Ibid., vol. i\\, 1911, p. 455. 
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must be carefully borne in mind. In the higher branches of 
shop lighting there is an undoubted demand for the man who 
understands how to combine the arts of window lighting and 
window dressing. 

Lighting of Schools, Colleges, etc .—A most important opening 
for the efforts of the illuminating engineer is afforded in the 
natural and artificial lighting of schools and colleges. In the 
London County Council schools alone there are stated to be 
over 1,000,000 children, each of whom may suffer if work is 
carried on with imperfect conditions of lighting. The prevalence 
of defective eyesight among children, an affection which appears 
to become steadily worse during school life, has lately given 
much concern to medical authorities, and it is pointed out that 
this may, in a large measure, be the consequence of defective 
illumination. 1 Naturally, insufficient or ill-directed light increases 
the tax on the eyes, and, as Dr Kerr, the Medical Education 
Officer to the London County Council, has shown, the effect on 
the general health and physical development of the child of a 
strain of this kind may also be serious. The question of 
lighting is now engaging the attention of school authorities all 
over the world. The problems demand the combined skill of the 
medical officer, the architect, and the lighting engineer. In 
Germany and in the United States it has been advocated that, 
before a new school is built, the plans should be examined by 
a committee composed of these experts. In some cases this plan 
has already been put in operation, with beneficial results. 

Street Lighting .—During the last five years the progress in 
street lighting has been remarkable. 

Yet constant improvements are still being made, and it is 
significant that both the City of London and Boston (U.S.A.) 2 
have recently sent deputations to the Continent to report upon 
the methods employed. A noticeable point at the present time 
is the increased interest taken in the distribution and use of 
the light from street illumination as apart from the lamps 
themselves. 

The requirements of street illumination have entirely changed. 
At one time, as we have seen, illumination was intended mainly 
to promote security, to enable men to walk the streets in safety. 

1 See an article summarising evidence on this subject from the schools in 
Great Britain, the Continent, and the United States, Ilium. Eng., London, vol. i, 
1908, p. 58. 

2 Ilium. Eng., London, vol. L, 1908, p. 617 ; vol. ii., 1909, pp. 526, 623, 677. 
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But the ever-growing stream of traffic, the introduction of motor 
vehicles and the speeding up of locomotion generally make much 
more severe calls on the present methods of lighting. We now 
s , t , m to be on the eve of a more scientific conception of the aims 
•mil objects of street lighting. There is a desire on the part of 
representatives of gas and electric lighting to have some common 
understanding as to what these aims and objects should be, and 
how the qualities of different systems of lighting should he 
tested. In response to this feeling a joint committee—composed 
of members of the Illuminating Engineering Society, the Insti¬ 
tutions of Gas and Electrical Engineers, and the Association of 
County and Municipal Engineers—is now deliberating on this 
question, and is considering the possibility of framing a joint 
specification which would be acceptable alike for gas and 
electrically lighted streets. 1 

Public Buildings, Picture Galleries, Museums, Churches, etc. 
—Hie consideration of the lighting of public buildings, churches, 
museums, etc., opens out a new aspect of illuminating engineer¬ 
ing. In many of these cases the cost of the illumination should 
lie (within limits) of relatively small consequence. The chief 
requirement is to secure conditions which are worthy of the 
dignity of the building and suitable for the purpose to which it 
is devoted. 

It need hardly be pointed out bow dependent is the artistic 
appearance of an interior on the method of illumination. More¬ 
over, a room containing pictures or miscellaneous objects of 
interest must be illuminated before they can be seen. The 
appeal is made through the eye. Good methods of directing 
the light on the exhibits do much to display their value; bad 
methods make their study an exasperating labour. 

Design of Fixtures, Globes, Shades, and Reflectors. —The 
popular imagination has been so captivated by the succession of 
inventions in illuminants that the recent progress in accessory 
apparatus—such as fixtures, globes, and reflectors, etc.—has been 
somewhat overlooked. 

\ et from a scientific standpoint these advances have been 
equally important. The most powerful lamp in existence is of 
little value if the light is not wisely used, and we have need for 
scientifically designed globes and reflectors, which tone down 

1 A draft specification prepared by the committee was presented in a paper 
before the Illuminating Engineering, Society (London) by Mr A. P. Trotter in 

1913 (Ilium. Eng., May 1913). 
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excessive brilliancy when needful and directdffi'e lighfowf iere it , 
is required for specific purposes. B ^ 

Equally important is the design of fixtures, which present an 
excellent field for the combined efforts of the decorative crafts¬ 
man and the lighting engineer. All these accessories must be 
considered from two distinct aspects. We must secure their 
practical utility for the distribution of light and also preserve 
their decorative appearance. It is in the combination of these 
two qualities that the hand of the skilled designer is shown. 

The Measurement and Calculation of Light and Illumina¬ 
tion .—The measurement of light and illumination might almost 
be said to form the basis of scientific illuminating engineering. 
Before illumination can be effectually studied one must have 
methods of measurement, so that we may keep a record of 
existing conditions, ascertain positively when any change has 
taken place, and be able to support one’s opinion by an appeal to 
actual facts and figures. 

At one time photometry was regarded merely as an interest¬ 
ing and difficult subject for philosophic study. It is only 
recently that its commercial value has been appreciated, but 
we already stand in a very different position from a few years 
ago. Much of the old confusion, due to the fact that a number 
of different standards of light were in use, has now been swept 
away, and our method of measuring the candle-power of lamps 
in the laboratory has been greatly improved. Perhaps the 
greatest step, however, has been the introduction of simple and 
reliable instruments for measuring illumination. 

The great value of these measurements to those interested in 
the study of street, school, and factory lighting, etc., will be 
understood. They are, however, equally serviceable to the 
expert lighting engineer in enabling him to check the results of 
his calculations. He can now work out beforehand exactly how 
the illumination should be distributed, and subsequently ascertain 
by measurements whether his calculations are correct. 

It need scarcely be added that this advance in the precision of 
measurement has been accompanied by a corresponding demand 
for revision of the terms, symbols, and nomenclature used in 
illuminating engineering, and quite a number of national and 
international committees have been at work on this subject. 
A movement was recently set on foot to consolidate these 
independent efforts by the appointment of a single International 
Commission on Illumination, representing the various illumin- 

&3!r /,", ! r/! r , 3522 
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•mts md thorouo-lilv international in its scope, to deal author- 
nativelv with these matters. At the International Electrical 
Congress held in Turin in September 1911 the following 
resolution was passed unanimously: 

-Tint ‘his Congress deems it desirable that an International Com- 
Should be nominated in order to study all systems of lighting 
ini tf'chnioal problems connected therewith $ and, having been informed 
-'i* *j le Illuminating Engineering Society of London has the intention of 
fir-in- iu-h a Commission, and of putting itself in touch with the 
wher existing national and international photometric committees, ap¬ 
proves their taking the initiative in this respect. 

Subsequently, at a meeting of the International Photometric 
Commission.*" held in Berlin in August 1913, the International 
Commission on Illumination was duly formed, the first president 
being Prof. Th. Yautier and the hon. secretary Mr C. C. Paterson, 
of the National Physical Laboratory, England. 2 

Besides dealing with purely photometric matters, nomen¬ 
clature, etc., the commission will have power to occupy itself 
with matters of general industrial importance in connection 
with illumination, such as the hygienic effects of various systems, 
the establishment of certain standards of illumination for 
specific purposes, etc. 

Xational committees are also being formed in the various 
countries to study the subject. 

Conclusion. 

In this chapter we have traced the development of methods of 
producing light from their first beginnings. 

We have seen that the last decade has been marked by 
exceptionally rapid progress in the manufacture of light. What 
will the next ten years bring forth ? Possibly we shall see 
advances in the invention of illuminants which put into the 
shade those which seem to ns so remarkable to-day. But two 
tilings, it may confidently be predicted, we shall see—a great 
advance in the knowledge how to make the best use of the 
light we have been at such pains to obtain, and the steady 
development of methods of scientific illumination. 

1 Ilium. Eng., vol. iv., 1911, p. 617. 2 Ibid., vol. vi., 1913, p. 491. 
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GAS LIGHTING. 

Early Types of Burners—The Welsbach Mantles—Cotton, Ramie, and Artificial Silk 
Mantles, etc.—-Useful life, Durability, etc.—Inverted Burners and tlieir 
Advantages—Thermostatic Control—Horizontal and Inclined Burners—Self- 
contained High-efficiency Lamps (Scott-Snell, Lucas, etc.)—Low-pressure High- 
efficiency Lamps—High-pressure Gas Lighting—Keith, Gratzin, and other Lamps 
—High-pressure Lighting in the Streets of London, “Parade Lighting,” etc.— 
High-pressure Gas and High-pressure Air—Central Suspension, Raising, and 
owering Gear—Distance Extinguishing and Ignition (Electric, Pneumatic, 
Pressure-wave, etc.)—Self-lighting Devices and Pyrophoric Alloys—Cost of 
Gas Lighting—Maintenance, its Benefit to the Consumer—Future Possibilities. 

In Chapter I. something was said on the history of gas lighting. 
In the present chapter it is proposed to deal mainly with gas 
illuminants, especially the progress of the last few years, and 
to show how these great improvements in luminous efficiency 
have been secured. 

The subject is a very wide one. The problems connected with 
the manufacture and distribution of gas must be left to the 
able text-books that treat on these subjects; nor can we enlarge 
very fully on the scientific phenomena underlying the nature of 
flames and combustion—a fascinating field of investigation 
which has received much study from eminent chemists. It is 
also proposed to discuss lanterns and shades and methods of 
directing light more fully in a later chapter. Our present 
concern is mainly with the actual lamps by which the light is 
produced. 

Early Types of Burners. 

The earliest methods of obtaining light from town gas con¬ 
sisted in merely burning a jet issuing from a convenient aperture. 
The original burners seem to have simply utilised holes through 
which the gas was allowed to escape and ignited. Soon it was 
found desirable to make the tips of the burners of some material 
which was not readily destroyed by heat, steatite being used in 
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the great majority of burners of this kind in use to-day. The 
question of the best form and size of the aperture was also, 
naturally, a matter for concern, the so-called “batswing,” 
‘ union jet, ’ and other types utilising slits or several holes in 
tin* steatite cap. Some typical shapes of this kind are shown 
in tig. 7. 

Tlie original burners were naturally very inefficient, judging 

by present standards. 

A considerable proportion of gas was allowed to escape 
unburned, or at least incompletely burned, into the atmosphere, 
so that the maximum possible brightness of the flame was not 

attained. In addition, the flames 
were inclined to smoke owing to 
incomplete combustion, and the un¬ 
used gases escaped and polluted 
the atmosphere. With a more 
complete knowledge of the nature 
of combustion these early defects 
were largely remedied. Burners 
were designed to secure a maximum 
flame temperature, and the theory of the luminosity of flames has 
been exhaustively studied. 1 "Very soon, however, a limit was 
reached in the possible efficiency; it was found difficult to secure 
more than 2 to 3 c.p. per cubic foot of gas of ordinary 
quality. It must be remembered, however, that the quality of 
the illuminating power of gas may vary in different localities. 
For example, the Act of I860 prescribed that town gas, burned 
miller specified conditions with a certain type of burner, should 
give 15 c.p., but the local cannel coal in Scotland gave as much 
as 2ll 

Ordinary fiat-flame burners required about T 7 5 ths of ail inch 
vf water pressure. N lien this value was greatly exceeded they 
tended to roar and smoke; consequently, it became usual to 
include in the burner a governing device, such as a small cone, 
w Inch lose and checked the admission of gas should the pressure 
rise above the desirable point. With the introduction of 
incandescent mantles it was found necessary to raise the general 
standard of pressure somewhat, and this also led to the introduc¬ 
tion of ‘ economisers,” small caps which were fitted on to existing 

* See, for example, an exhaustive paper by W. H. Fulweiler, “ Tie Theory 
O name and Incandescent Mantle Luminosity,” Trans. Amer. Ilium. Eng. 

reb. 1909 . 
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flat-flame burners and adapted them to the changed conditions, 
enabling better conditions of combustion to be secured with a 
more luminous flame. 

With the introduction of electricity, gas began to feel the need 
of lamps of higher candle-power and greater efficiency. The 
intensity of lamps could of course be increased to a certain 
extent by using burners consuming more gas, or by introducing 
into a single lantern a larger number of burners. But what 
was really required was some means of securing more light 



for a given consumption of gas. The ordinary flat-flame type 
seemed to be capable of little substantial improvement in this 
respect. The Argand round burner yielded a slightly higher 
efficiency, but the long flame was unsteady and readily affected 
by draughts. One possibility, increasing the illuminating power 
of the gas burned by enrichment, was not commercially feasible. 
A very similar method, however, was employed in the “ albo- 
carbon ” burner, in which the gas was caused to circulate over 
naphthalene, a by-product from gas manufacture. This eventu¬ 
ally volatilised the naphthalene and enriched the flame, giving as 
much as 5 to 6 c.p. per cubic foot per hour. A projecting flange 

3 
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of metal placed over the flame served to collect the heat and 
shorten the time necessary for the naphthalene to volatilise, 
which, however, was still considerable. 

A more successful attempt to increase the efficiency of gas 
lamps was exemplified in the regenerative lamps of Siemens, 
Wenham, Sugg, and others. In these “suns” the gas to be 

^ consumed was caused to 

pass along tubes which 
were heated by the flame, 
and this preheating led 
to a considerably in- 

ifji creased flame tempera- 
J ijfr ture and efficiency. As 

I Lv ^-m muc h as 50 to 200 c.p. 

II fW could be obtained by 

this means, and the light 
\\ ^ was also favourably dis- 

\ j || Ini tributed, being mainly 

J;J [c^d| directed downwards. 

/ Sk JJ The efficiency was stated 

I j to be about 8 to 9 c.p. per 

jO cubic foot per hour. The 

I: J first cost was relatively 

heavy, however, and the 
I J intense heat caused the 

burners to wear out 

Fig. 9. —Albo-carbon burner. , . ni 

somewhat rapidly. 
Nevertheless, these defects might probably have been largely 
mitigated, and the lamps would have had a more important 
application but for the arrival of the more efficient incan¬ 
descent mantle. 


The Coming of the Incandescent Mantle. 

The coming of the incandescent mantle entirely changed the 
aspect of gas lighting. Hitherto the important factor had been 
the illuminating value of the gas, and existing legislation had 
been framed with the intention of maintaining this quality. 
But the incandescent mantle depended on an entirely different 
principle, namely, the use of the gas as a heating agent to bring 
a web of suitable material to incandescence. 

This principle itself was not new. The invention of the 
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limelight in 182G by Thomas Drummond is generally regarded 
as one of its first applications. Tessie du Motay, 1 in 1867, 
attempted to replace the lime by zireonia, and so secure a higher 
efficiency; and Alexander Cruickshanks, following Davy, devised 
mantles composed of platinum wire covered in with lime and 
heated by non-visible luminous gases as early as 1839. The 
other essential element, the burner, dates from Professor Bunsen’s 
invention in 1852. 

Welsbach s great discovery was announced about 1883. His 
first mantles consisted of a cotton woven cylinder soaked in 
solutions of the rare earths, lanthanum being one of the first 
employed. The vivid incandescence of lime in the intense heat 
of the oxvhydrogen flame was familiar to people, but it was a 
revelation to discover that there were substances which would 
incandesce so persistently 
and brilliantly in the com¬ 
paratively low tempera¬ 
ture of the bunsen flame. 

It appears that these early 
mantles, while yielding a 
bright light, disappointed 
Welsbach by crumbling to 
powder in the course of a 
few days. 2 

But presently Welsbach 
made a further remarkable discovery, namely, that by adding 
a minute proportion of ceria to the thoria in the mantle the 
intensity and duration oflhe luminous efficiency could be sub¬ 
stantially increased. 

The curve in fig. 10, as given by Whitaker and other author¬ 
ities, illustrates the well-known connection between the luminous 
efficiency of the mantle and the percentage of cerium. There is 
a certain value, about 0*9 per cent., which appears to give the 
best possible result, and any increase or diminution is prejudicial. 
This percentage is said to be adhered to without much variation 
even in the mantles of to-day. There have, however, been modi¬ 
fications made in the introductions of other small ingredients, 
chiefly with a view to improving the colour of the light. 


20 



Fig. 10.—Relation between candle-power and 
percentage of ceria in the incandescent mantle. 


1 Drysdale, u A Brief • History of Artificial Lighting,” Ilium. Eng ., London, 
vol. i., 1908, p. 198. 

2 Barrows, “ The Work of Auer von Welsbach,” Tran a. Ilium. Eng. Soc. 
U.S.A ., vol. iv., Oct, 1909, p. 569. 
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modern illuminating engineering. 

Mehols 1 has shown how the peculiar greenish quality of light 
clue to “ selective radiation ” has become much less evident in 
modern mantles, and the effect of varying the percentage of cerium 
and thorium on the colour of the light emitted has also been 
dealt with by Simonini. 2 

It would be out of place to enter deeply into the many theories 
that have been put forward to account for the high luminous 
efficiency of the mantle and the singular effect of such a minute 
percentage of ceria. Those interested in this question may also 
consult the lectures of Prof. Vivian Lewes before the Royal 
Soeietv of Arts (London) 3 and Prof. Rubens before the British 
Association. A useful summary of published researches by 
Eery, Killing, Bunte, and others on this point has also been 
recently given by L6vy. 4 

The discovery of Welsbach brought the chemistry of the in¬ 
candescent mantle to a successful and practicable stage, but there 
remained much patient work in the details of manufacture 
before it proved a permanent commercial success. The. discovery 
was made in 1890, but it was not until ten years later that 
incandescent gas lighting could be said to have firmly and 
permanently established itself in Great Britain. 

There are quite a number of steps in the processes of manu¬ 
facture, each of which has its influence on the subsequent per¬ 
formances of mantles. In the ordinary course a web of suitable 
material must first be formed, and this web is immersed in and 
impregnated by a suitable solution of the incandescing material. 
Subsequently the web is dried and burned away, leaving only 
the skeleton, consisting of the active material, which should hold 
together in a fairly durable condition. Formerly mantles were 
afterwards invariably steeped in collodion so as to strengthen 
them for transport purposes, and this coating of collodion had 
to be burned off by the consumer before the mantle was put 
into use, although more recently it has been found possible to 
dispense with this process. 

All these operations have been the subject of a large 
number of patents, and the literature on the subject is very 


1 Trans. Ilium. Eng . Soc. U.S.A., May 1908, p. 327. 

2 “Notes on Chemical Luminescence of Rare Earths,” Trans. Ilium. Ena. 
Soc. U.S.A., vol. iv., Oct. 1909. 

3 “The Incandescent Mantle and its Uses,” Cantor Lectures Delivered 
May 7, 14, 21, 1900. 

4 REclairage a V In candescence par le Gaz, pp. 35-48. 
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extensive. 1 The methods of weaving the mantle web, and in 
particular the strengthening of the mantle at the neck (in the 
case of the upright type), have been the subject of much study. 
Formerly it was considered necessary for the process of burning 
oh', which required very delicate manipulation, to be carried out 
by hand, but more recently burning-off machines have been suc¬ 
cessfully applied to the process on a large scale. 2 Yet another 
factor which affects the final result is the nature of material 
used in the web; originally 
cotton was exclusively em¬ 
ployed, afterwards Indian 
hemp, Chinese grass, or 
ramie fibre, and still more 
recently artificial silk. 

A poor mantle may fail 
in practice in quite a num¬ 
ber of ways. It may 
rapidly split and tear 
through vibration or the 
constant impact of the 
(lame in lighting up and 
extinguishing, simply as a 
result of mechanical weak¬ 
ness. On the other hand, 
a mantle may be durable 
in this respect, but yet its 
light may deteriorate be¬ 
cause the chemical material 
loses its luminous activity 
or peels away or disinte¬ 
grates. Also, its light may diminish because the mantle in course 
of time alters in shape, so that the active 1 material is gradually 
withdrawn from the hot region of the flame. All these possi¬ 
bilities have to be guarded against, and in the latest forms of 
mantles have been largely overcome. Methods of testing 
mechanical strength and dumbilit}' have been devised; for 
example, the “shocking machines,” which administer a regular 

1 Bolim, “ Notes of Incandescent Gas Lighting,” Ilium. Eutj., vol. ii., 1909, 
]>p. 227, 320, 395, 028 ; Die Fabrikation der (Uiihkdrper fur (Fmjlnhlivht 
(1910). 

2 Bohm, “ Recent Advances in the Manufacture of Incandescent Mantles,” 
Ilium. Kntj i London,. Aug. 1911, p. 461. 
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vibration to mantles, the intention being to compare the 
durability of different types by the number of shocks each 
can withstand before breaking. 1 A variety of testing ap¬ 
paratus which has been largely used in this country is the 
Moon-Woodall machine; 2 shown in fig. 11. Kriiss 3 has also 
devised an optical device for observing and recording the 
change in shape of a mantle during life. J. H. Coste and W. E. 
F. Powney 4 have recently advocated the adoption of a standard 
specification for mantles, in which measurements on the lines 
suggested play a prominent part. 

Some of the recent improvements in mantles have been ex¬ 
haustively discussed by Bohm, Drehschmidt, Muller, and others. 

Many improvements have been made in the actual methods of 
knitting the yarn. Even more important have been the develop¬ 
ments in the material selected for the fabric. Natural cellulose, 
in the form of knitted cotton, was at first exclusively employed. 
This material, as originally prepared, presented several defects. 
It was difficult to find a variety of cotton in which sufficiently 
long threads occurred ,* as a rule the individual threads seen 
under the microscope proved to consist of a woolly bundle of 
small ones twisted together, and naturally they became dis¬ 
integrated somewhat rapidly in the process of burning. 

A distinct improvement was made by the introduction of 
ramie fibre, or, as it is variously called, “ Indian hemp,” or 
“ Chinese grass.” The individual threads making up the fabric 
were in this case more continuous; its durability was greater; 
and it was found that more uniform fibres could be drawn out 
on the machine. 

Yet another step in the application of natural cellulose for 
mantle construction was the treating of the material by a special 
process, known as “ mercerising,” by which it was rendered 
much more durable and silky in texture. Cellulose of this 
character is extensively employed in the Plaisetty mantfes. 

It has also been long recognised that the coating of mantles 
with collodion, so as to strengthen them for transport, was open 
to certain objections, and that the subsequent burning off of this 
coating by the consumer necessarily impaired to some extent the 
strength and efficiency of the mantle. 

I “ Drehschmidt Shocking Machine;’ Jour . of Gas Lighting, 25th Dec. 1907. 

- “Moon-Woodall Shocking Machine*” Jour . of Gas Lighting, 22nd Oct. 1907. 

Jour, f Gasbeleuchtung, 2nd Nov. 1907. 

4 J° ur - of Gas Lighting, ICth Jan. 1911. 
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Attempts have therefore been made to prepare “ non-collodion- 
ised 55 mantles, which are not subjected to this process of being 
dipped in collodion, but are nevertheless made in a form sufficiently 
strong to withstand transport. A notable step in this direction 
has been the preparation of soft mantles. These consist merely 
of the impregnated fabric, which has not been subjected to the 
burning-off process and which is therefore quite soft, strong, 
and pliable. Such mantles undergo burning off when they are 
first placed on the burner and ignited by the consumer, the 
mantle automatically adapt¬ 
ing itself to the shape of the 
burner flame, and the nitrates 
of zirconium and thorium 
being reduced to oxides mean¬ 
while. At one time these 
non-incinerated mantles were 
very unreliable in quality 

after quite a short period Fig - I***-—Showing “Monarch” soft mantle 
1 ana box * or transport. 

•of storage, unless they were 

kept in special moisture-proof sealed cases. These and other 
difficulties are stated to have been now substantially overcome 
in the best modern makes. 

. To sum up, the advantages claimed for the soft type of mantle 
are:— 

(1) It can be handled with impunity before incineration and 
can be packed in an exceptionally small space for storage. 

(2) The incinerated fabric is not subjected to collodion, with 
the resulting detrimental effects. 

(3) The pliable nature of the mantle after incineration 
readily adapts itself to the shape of the flame for which it 
is intended. 

(4) The mantle can be stored and kept previous to incineration 
without the danger of deterioration due to moisture, etc. The 
mantle, it is said, can even be dipped into water without ill 
effects. 

There remains to be mentioned an interesting development in 
the preparation of the web used in mantles, namely, the manu¬ 
facture of artificial silk. We see here a striking resemblance 
to the course of events in the manufacture of filaments for electric 
glow-lamps. Originally bamboo fibres were employed for this 
purpose, but their lack of uniformity was a great drawback. 
Subsequently the carbon filament was prepared from artificial 
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material obtained by squirting a solution of cellulose, and much 
more homogeneous filaments were then secure . 

In the same way artificial silk was prepared synthetically by 
several investigators, including Plaisetty and Knofler, just at the 
beginning of this century, for use with incandescent mantles, 
and the same principle is employed in Terrel’s patents about this 
date. Zdanowich 1 states that there are now in use three vai leties, 
produced by the Chardonnet, Copper-ammonia, and Viscose 

P An interesting characteristic of these artificial silk mantles is 
that even after being used for some time they can be lifted off 
the support and folded over the finger without breaking up 
A much more uniform and durable skeleton of active material 





Artificial silk. 


Fig 13._Showing appearance of ramie and artificial silk after burning 1000 hours. 


can also be obtained. Nass 2 and Muller 3 have recently given 
some interesting particulars on the subject, laying stress on the 
long threads secured. These constitute an improvement on 
the short choppy web which natural cellulose appears to yield. 

Fig. 13 is based on two microphotographs given by Nass, which 
illustrate the greater uniformity of the artificial silk mantle as 
compared with ramie, after 1000 hours’ burning. The silk mantle 
fibres are still quite uniform, but the ramie is jagged and torn. 
The same authority adds that on a high-pressure street burner 
artificial silk mantles were found to last for seven weeks, while 
ramie web of the same character would only stand for six days. 
Whitaker, 4 in a recent paper before the American Illuminating 
Engineering Society, states that the deterioration in light during 

1 Jour, of Gas Lighting , 19tli Sept. 1911. 

2 Jour.f. Gasbeleuchtung , 23rd. Sept. 1911. 

3 Jour.f. Gasbeleuchtung , 6fch May 1911 ; Zeitschr.f. Beleuchtungswesen, 30th 
April 1911. 

4 Trans, Amer. Ilium. Eng. Soc ., May 1910. 
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1000 hours was found by him to be 35 to 40 per cent, in the case 
of cotton and 15 to 25 per cent, in the case of ramie. With 
an artificial silk mantle, however, there was, under favourable 
circumstances, no perceptible diminution in light after 2000 
hours, and only 5 to 10 per cent, after 4000 hours. In considering 
these results one must, no doubt, bear in mind the distinction 
to be drawn between results obtained in practice and in the 
laboratory; but there seems no doubt but that exceptional 
improvements have been obtained during the last few years. 

Those interested in this subject are referred to an article by 
Bohm, 1 who, in summarising recent progress in this field, gives 
a special account of the latest Cerofirm process of treating 
artificial silk mantles. 

A form of mantle which has received some notice—the so- 
called “Hella Bushlight ” 2 — constitutes a reversion to the 
methods employed by Edison and others in very early patents 
of utilising rods of active material instead of impregnating 
threads. It is claimed that these bundles of rods possess great 
durability, but until such mantles have found their way into 
general practice one must postpone judgment on this point. 

One other recent attempt to improve the durability of mantles 
—the Robinlyte 5 ’ process—should be mentioned. This mantle 
consists of a series of flexible crimped threads which, it is claimed, 
can be poked or folded without injury. It is also stated that the 
mantle is proof against the defects of splitting and cracking, and 
that the bundle of threads is advantageous because an exception¬ 
ally large area of active surface is presented to the flame, to 
which the mantle readily adapts itself. 

A word or two may also be said on the subject of high- 
pressure mantles. The conditions in this case are somewhat 
different from those prevailing on a low-pressure supply. The 
mantle is exposed to a continuously higher temperature and a 
greater flame velocity, so that exceptional mechanical strength 
is entailed. Double mantles (one inside the other) are frequently 
employed in order to obtain greater durability. 

It may perhaps be expected that some curves should be given 
illustrating the fall in candle-power of incandescent mantles 
during life. The results available, however, prove on examina¬ 
tion to be so conflicting that little useful information could be 

1 IUtim. Eng., London, vol. ii., 1909, pp. 227, 326, 395, 628 ; see also Jour, of 
Gas Lighting , 25th Dec 1906. 

2 Ilium. Eng., vol. i., 1908, p. 827 ; Jour, of Gas Lighting, 4th Aug. 1908. 
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given in this way. We may, however, refer to the experiences 
of Lauriol, 1 Bond, 2 and others. 

The truth appears to be that mantles differ vastly in quality, 
and the care devoted to the burner is an important factor. 

There can, however, be no doubt that the best mantles give 
much better results than those in use a few years ago, and Mr 
F. W. Goodenough, in his recent paper before the Illuminating 
Engineering Society (London), expressed the view, as a result of 
long practical experience, that a good modern mantle should not 
diminish appreciably in candle-power during 500 hours, and by 
not more than 10 per cent, in 1000 hours. 

The Incandescent Burner. 

It must, however, be recognised that there are a number of 
different factors affecting the efficiency of an average gas light 
besides the mantle, namely, the pressure and nature of the gas 
burned and the burner employed. Practical conditions are often 
widely different from those secured in the laboratory, and it is 
probable that the life of a mantle in practice is more frequently 
terminated by breakage than deterioration in candle-power. 
Even a slight vibration, if persistent, must have an effect on a 
mantle, although it is true that the newer varieties (particularly 
those of the inverted type, to which reference will be made 
shortly) will withstand rough usage to a much greater degree 
than the earlier ones. The effect of such vibrations can be 
readily tested by means of the Moon-Woodall testing machine, 
alluded to above. The fact that inverted incandescent mantles 
are widely used for train lighting is evidence of the recent 
improvement in durability. 

But the design of burner and the variety of chimney used 
have also an important bearing on the light given by a mantle. 
It need hardly be said that the former must be kept free of dust, 
and it is also necessary to secure the most perfect regulation of 
gas and air supplied, corresponding with the quality and pressure 
of the supply. Modem gas burners are provided with devices 
which permit of this regulation being easily made. 

In the bunsen burner the essential object is to secure as hot a 
flame as possible for a minimum consumption of gas. The 
efficiency yielded by the mantle depends very greatly on the 
temperature of the flame, and hence on the possibility of securing 
1 Ilium. Eng.. London, Dec. 1910, p. 733. 2 Im ^ j an . 19Uj p> 5L 
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a,s perfect combustion as possible. In the case of the ordinary 
burner of this type air is admitted and mixed with the gas 
previous to its being ignited, and the relative proportions of gas 
and air are usually adjustable by opening and closing the air 
inlets. Now, it appears that perfect combustion of ordinary 
town gas demands a proportion of about 5J of air to 1 of gas. 
By suitably designing the burner we can make a mixture of 
about 3 of air to 1 of gas (with normal low pressures), but any 
attempt to produce a poorer mixture than this is apt to cause 
tlie flame to light back. In order to counteract this tendency, 



Fig. 14.—Bray upright incandescent Fin. 15.—Welsbaeh-Kern upright 

burner, No. 2. incandescent burner. 

wire gauze is frequently introduced into the mixing tube of the 
burner. 

The design of the burner has proceeded with the object of 
bringing the gas and air into as intimate contact as possible. 
For example, in the Welsbach-Kem burner a tapering cone was 
introduced above the air inlets so that the air and gas might get 
thoroughly mixed before ignition, and a peculiar twisted head is 
gtcLded so as to produce a swirling motion of the gas, with the 
same intention. Again, in the Bansept burner a series of conical 
chambers, each opening by a small aperture into the one above, 
were employed. The design of this mixing-chamber forms one 
of the most important points in the design of modern burners. 

The early incandescent burner required a pressure of 1^ to 2 
Inches head of water to work successfully, but it is claimed that 
the best modem burners, with gas and air regulation, can be 
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adjusted to work on practically any pressure found in the 
ordinary district mains. Fluctuations in pressure may have a 
prejudicial effect in upsetting the conditions of combustion, 
causing the flame to waver and smoke, and it has been suggested 
that in the case of large premises a governor should be inserted 
at the meter. 


Inverted Burners and Mantles. 

A new chapter in gas lighting was opened with the arrival of 
the inverted mantle. Although we are now accustomed to its 
convenience, there was a time when even some of the greatest 
authorities seemed to doubt whether the initial difficulties con¬ 
nected with this variety of burner could be satisfactorily over¬ 
come. It was only in 1904, at the Earl’s Court Exhibition of Gas 
Appliances, that the general public in this country realised that 
the inverted burner had come to stay. The process of turning 
the ordinary bunsen burner upside down, and the peculiar con¬ 
ditions under which the gas had to burn in these circumstances, 
led to a number of difficulties which were at first very 
imperfectly understood, but have since been overcome. The 
early burners were apt to smoke, to produce a hissing noise, and 
to “ strike back ” unaccountably, and their regulation was trouble¬ 
some to the average consumer. A paper by V. A. llettich in 
America in 1906 1 called attention to a number of these diffi¬ 
culties and attracted considerable attention at the time, and a dis¬ 
cussion between Prof. Drehschmiclt and Dr H. Krtiss about that 
time revealed a disposition to doubt whether any substantial 
gain in efficiency was secured. Indeed, in 1905, at the annual 
meeting of the Verein von Gas und Wasserfachmannern, Prof. 
Drelischmidt confessed that nearly all the inverted burners 
available were apt to smoke ! 

These difficulties are now happily overcome. The advantages 
secured by the inverted burner are now recognised to be con¬ 
siderable, and some of the most important of them may be 
summarised as follows :— 

(1) Improved Distribution of Light —The shape of the up¬ 
right burner is in most cases obviously far from ideal for light 
distribution. The burner necessarily obstructs a great deal of 
light and is apt to throw a dark shadow below the lamp. Apart 
from this, the long mantle leads to most of the light being 

1 Ilium. Eng., New York, vol. i., 1906, p. 95. 
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cast out horizontally, whereas, as a rule, one desires the majority 
of the light to be directed downwards. The vertical mantle is 
thus unsatisfactory in two ways—it obstructs the light, audit 
does not distribute it in a desirable manner. The difference 
between the two mantles in this respect is illustrated in fig. 16, in 
which typical polar curves of upright and inverted mantles are 
shown. (This method of representing distribution of light will 
he explained in Chapter VII. JBrieily, it consists in drawing 
lines radiating from the source at different angles, in each case 
making the length of the line proportional to the candle-power 



in that direction. Thus, in the case of the upright mantle, the 
longest line is the horizontal one, this being, as we have seen, 
the direction of maximum light. The ends of sucli lines form 
a closed curve called the “ polar curve of distribution of light. ) 
This curve may be looked upon as typical of the inverted 
burner, but one can vary the, distribution of light considerably 
by altering the shape of the mantle. Some of the early small 
units had mantles which were almost flat, and they therefore 
threw practically all their light downwards. But the conse¬ 
quent deep shadow above the mantle was considered undesirable 
and a condition of things intermediate between this and the 
upright mantle is now preferred for general purposes. 
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r2 i jl ijmder Variety Range of Canclle-power can he secured. 
-Whereas with the upright burner it was not easy to secure a 
lamp yielding less than about 50 to 60 c.p. and consuming 3 to U 
cubic'feet of gas, small units, giving only 25 c.p. (or even less) 
and having a proportionally.smaller consumption, can now be 
obtained. *In addition, by grouping higli-power mantles to¬ 
gether in a lantern, very powerful lights, rated up to 4500 c.p., 
fan be obtained. By arranging for only one or several of the 
mantles to be lighted up, these units can be further subdivided. 

Higher Luminous Efficiency.—The fact that much less 
light is obstructed by the burner in the case of the inverted 
lamp naturally leads to an improvement in efficiency. But apart 
from this, it appears that the luminous efficiency is increased for 
physical causes. It has been found by some that the “pre¬ 
heating” of the gas before it is actually burned, which is very 
readily accomplished with the inverted burner, means that a 
hotter flame, and therefore better incandescence, is secured. Also 
that the use of a smaller more concentrated flame, such as these 
smaller mantles demand, has a similar beneficial effect. 

It is also suggested that the flame can be more scientifically 
applied to the mantle so as to illuminate all parts of it to the 
same brilliancy; in the case of the longer upright mantle, on the 
other hand, one could often observe that some parts, especially 
the upper end of the mantle, did not attain the same tempera¬ 
ture as the base and were not nearly so bright. Yet another 
interesting explanation of the improved efficiency was given by 
Mr Carpenter at a meeting of the Illuminating Engineering 
Society in 1910. He pointed out that whereas in the upright 
mantle the hot gases are continuously ascending and moving 
away from the mantle upon which they are intended to impinge, 
in the inverted burner they probably begin by descending, come 
to a stop, and then the direction of flow is reversed; as a result 
they act upon the mantle in a comparatively still atmosphere 
and their heat is much more effectually communicated to the 
incandescent material. 

(4) Improved Durability and Strength of Mantles. —Perhaps 
one of the greatest gains in. connection with inverted mantles is 
the improved durability. This arises partly from the nature / of 
the mantle itself—which is shorter, more compact, and therefore 
less inclined to split—and partly from the nature of the support. 
The method of supporting the long ujfright mantle on a crutch 
was unsatisfactory in the ^ hands of unexperienced people, and 
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it was a common experience for such mantles to give way 
at the neck. The inverted mantle, on the other hand, being 
supported by its entire rim, is less liable to breakage, and, should 
the fabric tear at one part, the whole mantle will remain 
supported and will not fall to pieces as an upright mantle might 
do. This last point is of considerable consequence for railway- 
carriage lighting,-where a failure in a mantle should not mean 
the total cessation of light. 

(5) Convenience and Artistic Appearance. —Finally, the mere 
fact of the light being mainly distributed in a downward 
direction, and the gas entering at the top, constitute an added 
convenience from the standpoint of fixture design; under these 
conditions many artistic methods of treating the lighting of 
interiors, which would have been difficult to attain with the 
upright mantle, become possible. 

A few words more may be said on the design of inverted 
burners. In order to secure these advantages, and to avoid the 
defects of incomplete combustion, hissing, flashing back, etc., 
much care has been necessary. Some interesting papers have 
been read dealing with this design more exhaustively than we 
can do here, and the new models of gas lamps which appear each 
year show steady progress in detail. 1 One might also mention a 
recent summary of the problem by Professor Whitaker. 2 

Professor Drehschmidt was among the first to insist upon the 
necessity of avoiding contamination of the gas and air supply by 
the products of combustion, and to point out that the defects in 
the burners of that time arose partly through the' fact that .these 
products were forced through the mantle. 3 * The access o^ gas 
and air is now carefully shielded, and metal wings or deflectors 
are also frequently employed to conduct away the heat and 
prevent discoloration of fittings. 

In some burners the application of the waste heat from the * 
burner to raise the temperature of the entering gas and air 
mixture is also beneficial as a means of cooling the parts of the 
burner over which the mixture passes. Another feature which 

1 See, for instance, “ The Evolution of the Inverted Gas Light,” by Professor 
Ahrens, Lour, of Gas Lighting , 21st May 1907 (abstract). 

2 Lecture at the Johns Hopkins University, Baltimore, U.S.A., 1910. 

3 “Inverted Gas Lamps/ 5 Jour. f. Gasbeleuchtung , 16th Sept. 1905. “The 

Present Condition of Incandescent Lighting/ 5 paper read at the Annual 

Meeting of the Yerein von Gas und Wasserfachmannern 1906. 
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is embodied in good modern inverted burners is the provision 
ot‘ special hoods or deflecting wings & secure that the air supply 



Fig. 17.—Types of Bland inverted burners. 


is not contaminated by the products of combustion (note, for 
example, the devices shown in figs. 17 and 18). In the Bland 



Fig. 19. — “ Nico-vibra” anti-vibration device. 

inv erted burner the use of a special carrier to grip the mantle, 
which is not attached to the burner itself, is stated to be very 
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beneficial in prolonging the >ife of the mantle, since the shocks 
occasionally administered to the burner are not fully communi¬ 
cated to the mantle. 

This last feature leads to the men¬ 
tion of anti-vibration devices, by 
which the burner and mantle are 
supported on springs, or some other 
resilient material. A typical device 
of this kind is shown in fig. 19, and 
a number of other well-known anti- 
vibration appliances are described in 
Mr Hole’s well-known book on The 
Distribution of Gas. The Nico-vibra 
device has as its main feature a 
hardened steel spiral spring, which 
forms the outer connection between 
the burner and the nipple. If the 
burner receives a knock, it is merely 
displaced and then returns to its 
original position. 

A special word or two may be 
said here on the subject of the latest types of high candle- 



Fig. 20.—General view of Griitzin 
high c.p. low-pressure lamp 

(Candle-power 1000, consumption 
(approx.) 24 cub. ft. per hour.) 



Fig. 20a. Showing distribution of light from Griitzin low-pressure lamps, giving 
300, 600, and. 1000 c.p. with one, two, or three mantles respectively. 


power low-pressure lamps. During the last few years a number 
of high efficiency inverted lamps of this kind have been intro¬ 
duced and have been utilised by the South Metropolitan Gas Co. 

4 
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for lighting the streets in South London. Although these lamps 
are run on the ordinary mains, as much as 30 candles per cuhic 
foot per hour is said to be obtained. 

It appears that in the lamps of this kind issued since 1911 
an even greater advance has been secured. Herr M. Scholz states 
that a low-pressure lamp, yielding about 40 candle-hours per 
cubic foot, has been introduced by Messrs Ehrich & Gratz in 



Fig. 21.—Showing Sugg high c.p. low-pressure 
“ 1911 ” lamp. 


Fig. 21a. —Showing distribution of light 
from Sugg ‘ ‘ 1911 ” lamp. 

(Consumption at 2 ins. pressure IS cut>. ft. 
per hour.) 


Berlin; and several British firms, including Messrs Sugg & Co. 
and the New Inverted Gas Light Co., have since announced new 
models which, on a pressure not exceeding 20/1 Oths, are also said 
to yield a duty over 40 candle-hours per cubic foot. 

By the courtesy of Messrs Ehrich & Gratz we are enabled to 
reproduce in figs. 20 and 20a a general view of the lamp and 
curves, showing the distribution of light with which it is credited. 
Figs. 21 and 21a refer to the Sugg “1911” lamp, the polar 
curve being again based on information kindly supplied by the 
manufacturers. It is interesting to notice that while approxi- 
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mately the same efficiency is claimed, the shape of the distribu¬ 
tion curve of this last lamp differs considerably from that of 
Messrs Ehrich & Gratz. This appears to be due to the con¬ 
centrating effect of the reflector in throwing most of the light 
downwards. Clearly a relatively small bend in the reflector 
might make a great deal of difference in this respect. 

This improvement in efficiency is ascribed mainly to the 
judicious use of preheating, the passage of the gas over hot 
surfaces, and other improvements in the detail of the design of 
the burner. 


Automatic Gas and Air Regulation. 

It is well known that the best proportions of gas and air in a 
burner depend to some extent on the local pressure and the 
quality of gas. 

This, and also the fact that the conditions change somewhat 
after a burner has become warmed up, led Whitaker and Little 



in the United States to devise a form of thermostatic control of 
the admission of gas. 1 The arrangement is said to be of great 
assistance in counteracting any inclination to “ light back.” ( In 
passing, it is interesting to note that Clegg, very early in the 
history of gas lighting, devised, in order to satisfy the fire 
1 Trans. IUum . Eng. Soc.' U.S.A., Dec. 1907. 














52 


MODERN ILLUMINATING ENGINEERING . 


insurance authorities, a self-closing burner with thermostatic 
action for the purpose of shutting off the gas whenever the flame 
became accidentally extinguished.) A thermostatic control is 
now employed in the Bland burners, and a similar device has also 
been employed in Germany by Herr Lebeis. Another apparatus 
is the Degea Airostat, shown in fig. 22. When the burner is cold 
the air-holes are almost completely closed by the metal collar, as 
shown on the right, but as it heats up the arms expand and the 
holes are gradually uncovered. 

The improvements in inverted burners of late years have, 
however, gone far towards removing this difficulty, as they become 
warmed more rapidly and are not so readily subject to variations 
in quality of gas. A striking announcement was made by 
Mr Charles Carpenter at the meeting of the Illuminating 
Engineering Society in December 1910, to the effect that the 
South Metropolitan Gas Co. had successfully introduced a form 
of burner which is adjusted once and for all for the quality of 
gas on this company's supply area, and can therefore be used 
without means of gas and air regulation. 


Inclined Burners, etc. 

Before proceeding to the discussion of high-pressure lighting, 
a word or two may be said about several types of inclined 
burners which have been introduced of recent years. 



One such development was described by M. Greyson de Schodt 
before the Societe Technique du Gaz in 1909. An advantage 
claimed for this contrivance is that the slope of the mantles can 
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be varied so as to alter the distribution of light, according to the 
nature of the street. One drawback to the use of horizontal and 
inclined burners (in addition to the difficulties connected with 
the deflection of the flame from its natural vertical position) is 
that the weight exercises a sideways thrust, since the centre of 
gravity falls outside the support for the mantle. 

In the cc Twin-light ” burner the ingenious expedient was 
adopted of burning both an upright and an inverted mantle off 
the same supply. 

Self-contained Highly Efficient Lamps. 

We must next turn to the great developments in gas lighting 
which have been achieved by the aid of high pressure. But 
before doing so a few words may be said on a class of lamps 
which were designed to produce a more brilliant light than that 
obtainable with the ordinary low-pressure burner, and yet to 
be burned on the ordinary gas supply. A conversion to high 
pressure may affect the entire installation, whereas one often 
desires to have a high candle-power lamp only at one particular 
spot, and (in the absence of high-pressure mains from the 
company becoming available) to avoid the necessity of installing 
a special compressing plant. 

Attempts were therefore made to introduce in gas lamps, 
burning on the ordinary supply, local pressure-raising or 
intensifying devices. Mr Scott-Snell many years ago devised 
means of increasing the output of light from a lamp by causing 
the waste heat to compress a supply of air, thus securing a 
forced draught. 

Another example of this type is provided by the Chipperfield 
lamp, introduced a few years ago. In this case there is a 
reservoir into which, by the action of the heat, a supply of air 
was also pumped periodically and subsequently utilised to enable 
more perfect combustion to be secured. 

In the Lucas and Welsbach-Kern self-intensifying and other 
lamps, a long chimney was placed above the burner, and this 
likewise promotes a strong draught, drawing in an increased 
supply of primary air and leading to improved combustion. 
Afterwards this form of lamp was modified by the ingenious 
application of the thermopile, the hot junctions of which were 
placed in the heated products of combustion. The cold junctions 
projected into the cool air outside the lamp and thus increased 
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the p.d. set up in the thermopile. The current generated 
was supplied to a small electrically-driven fan at the base of 
the lamp. 

The comparatively complicated nature of the mechanism 
involved in many of the self-intensifying lamps led to certain 
difficulties ; they were not always independent of temperature 
and weather conditions, and the working of the small hot-air 



Fig. 24.—Lucas self-intensifying lamps ; 
3-light cluster. 

(Candle-power 1200, consumption 30 cub. ft. 
per hour.) 


engine for raising the pressure 
was not always as noiseless as 
might be desired. 

In the most recent types of 
low-pressure high candle-power 
lamps, referred to on pp. 49-51, 
similar principles are in part 
employed with the object of 
securing a more intimate mix¬ 
ture of gas and air, and more 
perfect combustion, but the 
methods are more simple. The 
use of moving parts, pistons, 
abnormally long chimneys, etc., 
will no doubt eventually be¬ 
come obsolete, reliance being 
now mainly placed on the 
accurate design of the mixing 
chamber and gas and air inlets, 
and on the judicious use of 
preheating. As has been ex¬ 


plained, there are a number of lamps now obtainable which will 


burn on an ordinary low-pressure gas supply, and without com¬ 
plicated mechanism, and yet credited with as high an efficiency 
as 30 to 40 candle-hours per cubic foot. 


High-pressure Gas Lighting. 

We now come to one of the most striking of all the recent 
developments in gas lighting, the use of high pressure. By this 
means a remarkable increase in efficiency can be secured, and 
the brilliant illumination of many of our main thoroughfares 
by this eomparatively new method bears witness to the improve¬ 
ments in this direction which have recently been made. 

During the last ten years, ideas as to the pressure which 
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could be conveniently employed in street mains have radically 
changed. In 1900 almost all the existing gas lighting in London 
was carried out with a comparatively low pressure, in the 
neighbourhood of 2 inches of water. In 1901 Black friars 
Bridge was being experimentally lighted with Sugg 300 c.p. 
lamps at a pressure of 10 inches of water; and in the same year 
a striking paper was read by Mr A. W. Onslow, 1 describing the 
high-pressure installation, using 54 inches, at Woolwich Arsenal. 
As a matter of fact, pressures in the mains of fifty inches are 
now frequently exceeded. For example, it is stated that in the 
recent high-pressure installation for the Dulwich covered tennis- 
courts, undertaken by the South Metropolitan Gas Co. (and now 
in some of the streets of London), as much as 80 inches was 
employed, while in Birmingham and elsewhere over 100 inches 
have been used successfully. 

In a paper before the Sixth Annual Convention of the 
American Illuminating Engineering Society in 1912, Mr F. W. 
Goodenough gave some interesting information on the progress 
of the high pressure for shop lighting. 

During the last few years there has been a great development 
in what is termed “ parade lighting ” systems. A few companies 
started the movement by making arrangements to supply a 
number of shopkeepers in one block of buildings with high- 
pressure gas, thus relieving the consumer from the necessity of 
installing a private compressing plant of his own. The main¬ 
tenance is in the hands of the gas company, and an inclusive 
fixed price per annum is agreed upon. Such installations have 
rapidly multiplied. The Tottenham and Edmonton Gas Co. 
was one of the first companies to go into this on an extensive 
scale. The length of high-pressure mains for this purpose seems 
destined to make considerable progress, and to do away with 
the inconvenience of individual compressors. 

High-pressure gas has naturally found its most prominent 
applieaition in street lighting, where very powerful lamps are 
demanded. Thus the new Keith lamps employed in the City 
of Westminster are required to give from 2000 to 3000 candles, 
and lamps yielding to 4500 c.p. are now available. 

In.the high-pressure systems best known in this country it 
is the gas supplied to the burner which is compressed. There 
is, however, no inherent advantage in using high-pressure gas 
except for the purpose of producing a very intimate mixture of 
1 Journal of Gas Lighting , 19th Nov. 190]. 
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gas and air, and, simultaneously, a greater velocity of gas 
issuing from ttie burner. Xt is on tliese conditions, and the 
resulting high flame temperature, that the efficiency of high- 
pressure lamps is believed to be chiefly due. 

Much has been written on the nature*of combustion of the 
high-pressure flame and the theory of the high efficiency secured. 
On these points we will say a little more presently. 

The discussion of the technical details of the many high- 
pressure systems—among which may be,' mentioned the Scott- 

Snell, Sale-Onslow, Tilly, 
Millenium, Gratzin, Pharos, 
Keith & Blackman types 
—would carry us too far 
afield. A word or two may 
be said, however, regard¬ 
ing the Keith & Blackman 
lamps, which are widely 
used in Great Britain, and 
which were exhibited and 
described by one of the 
authors in the course of a 
series of Cantor Lectures 
before the Royal Society 
of Arts in 1909. 

The main advantage 
derived from these high- 
pressure lamps is of course 
the high efficiency, as much as 73*6 candle-hours per cubic foot 
having been obtained in some tests with ordinary town gas. 
However, 60 candle-hours per cubic foot is the value claimed 
in general by the makers. The lamps are made in all sizes 
from 60 to 1500 c.p. with single burners, and with multiple 
burners up to 4500 c.p. 

The high efficiency is ascribed mainly to a preheating device, 
whereby the gas and air mixture is passed through a heater 
fixed on the bottom of the burner tube, as near the mantle as 
possible. It takes the form of two shallow cones, fixed base to 
base, with a diaphragm between at the outer edges. This has 
the effect of spreading out the mixture of gas and air over a 
large area of highly heated surface before reaching the nozzle. 
The heating of the gas and air mixture takes place progressively, 
for, as the mixture gradually moves forward, it is brought into 



Fig. 25. —Sketch of Keith k Blackmail high- 
pressure lamp, with polar light distribution. 
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contact with surfaces that are more highly heated than those 
which it has just left. At the same time the heater lias the 
effect of taking heat from the nozzle, and so prevents the 


temperature at its tip becoming 
is obtained by heating the 
secondary air supply before it 
comes in contact with the mantle. 
By these means as much of the 
waste heat as possible is utilised 
to give a regenerative effect. 
The high pressure used with 
these lamps (which may be 55 
or even as much as (SO inches) is 
necessary in order to overcome 
the resistance experienced by 
the highly heated mixture in 
passing through the lamp. 

Fig. 25 is a diagrammatic 
view of one of the latest forms 
of Keith lamps and the corre¬ 
sponding distribution of light. 
In tig. 2(> is shown the latest 
type of high-pressure Griitzin 
largely utilised in Berlin and < 


too high. An additional effect 



(Consumption (approx.) GO cub. ft. per hour.) 

lamp, which has been very 
)ther Gorman cities. Fig. 2 (>a 



shows the distribution of light from the lamp as given by 
Herr M. Scholz, the curve being specially designed with a view 
to street lighting. 
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At this stage it may be of interest to tabulate the efficiencies 
of the lamps referred to, and for this purpose we may reproduce 
the table in Mr Grafton’s well-known book, merely adding thereto 


values for the most recent high 

candle-power low-pressure 

high-pressure lamps: — 

Type of Burner. 

Specific Comsumption 

(c.p. per cubic foot of’gas per hour). 

Flat flame, Batswing 

4-6 (with 30-candle gas) 

Ordinary Argand .... 

2*7-2*9 „ 16 

Standard „ .... 

3*2-3 *3 „ 16 

A1 bo-carbon light .... 

5-6 

Regenerative lamps .... 

10-12 

Welsbach “ Cburner (1893) . 

12-14 

„ „ (1898) . . 

19-24 

„ ■* Bansept... 

16-20 

Added 

Modern low-pressure inverted . 

20-25 

Latest high c.p. low-pressure 

inverted lamps (1911) 

35-40 

High-pressure (50-80 in.) . 

60 


This gives an excellent picture of the progress that has been 
made. 


High-pressure Gas and High-pressure Air. 

A short time ago there was an animated discussion in the 
gas journals in Great Britain and Germany regarding the 
comparative merits of high-pressure air and high-pressure gas. 1 
Both systems are capable of producing a very intimate mixture 
of gas and air and the desired high flame temperature, and 
authorities seem now to consider that the efficiency attainable 
by the two processes is very much the same. 

On the other hand, certain advantages as regards convenience 
have been claimed for the respective methods. For the high- 
pressure air system it has been pointed out that the ordinary 
gas-mains can be used, low- and high-pressure lamps being 
supplied from the same network, and that when a change to 
high pressure is made it is not necessary to alter the existing 
piping in any way; that no special meters are needed; that an 
escape of compressed air, unlike compressed gas, leads to no 
danger; and that, even should' the pressure - air system fail 

1 Ilium. Eng., London, vol. i., 1908, p. 956 ; Zeitschriftfiir Beleuchtungswesen, 
20th May 1908 ; Gas World, 20th May 1908 ; Journal fur Gasbeleuchtung , Nos. 
24 and 30, 1908; Gas World, 12th September 1908; Journal of Gas Lighting, 
25th August 1908. 
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entirely, tlie lamps can still burn on the existing low pressure of 
gas, the light being diminished but not extinguished. 

o 7 o o o 

For high-pressure gas it has been claimed that the ordinary 
gas-pipes can often be used when a change to high pressure is 
made, whereas with high-pressure air it is always necessary to 
install a second set of pipes to carry the air supply; that with 
satisfactory workmanship it matters little whether the pressure 
is 2 or 50 inches, and in practice it lias been found that accidents 
with high-pressure gas have not been more frequent, nor more 
serious in their results, than with a low-pressure, and that it can 
therefore be regarded as quite safe and practical. Occasionally 
local circumstances may tend to favour one system or the other. 
For example, Dr Gohrum, 1 in a recent article on the gas lighting 
of Stuttgart, states that he considered the advantages of the two 
methods pretty evenly balanced. In deference to an unjustified 
but keen apprehension of high-pressure gas on the part of the 
public, however, high-pressure air was adopted, and this step 
procured permission to install compressors in many convenient 
spots beneath schools, public buildings, etc., which might not 
otherwise have been granted. 

The high-pressure air system seems to have found most ex¬ 
tensive use in the hands of the Pharos Licht Gesellschaft, 
Germany; it is, however, of interest to recall that it was also 
used many years ago by the United Kingdom Lighting Trust in 
this country, and is still in use at the present day. 

Compressed Gas and Air. 

A few words may also be said about the Selas system 2 of 
compressing a mixture of gas and air, thus constituting a 
combination of the methods mentioned above. The gas, after 
passing through the meter, enters a mixing apparatus, from 
whence it emerges into the compressor and is delivered to the 
service-pipes at a pressure of 10 inches of water. At this com¬ 
paratively low pressure the ordinary pipes can be used, and, 
owing to the fact that they contain a mixture of gas and air, 
the actual leakage at 10 inches would be no more serious than 
a similar leak with undiluted gas at 2 inches. 

With this comparatively low pressure of 10 inches an 

1 Jour. fit( Gasbeleuchtung , 25th May 1911. 

2 See also a paper by Mr F. D. Marshall before the Institution of Gas 
Engineers in 1903. 
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efficiency as high as 50 candle-hours per cubic foot has been 
reached, and it is further claimed that this efficiency is obtained 
even with the smallest of the burners, which range from 25 to 
5000 c.p. 

Other Recent Improvements in High Candle-power 
Lamps for Street Lighting, etc. 

Naturally the pioneering work done in Berlin and elsewhere 
on high-pressure gas street lighting was attended with difficulties. 
Drehschmidt 1 recalls that much time was devoted to the choice 
of a suitable mantle. Double webbing was originally used, 
but the life was exceedingly short—sometimes only a quarter 
of an hour. But the recent types of mantles for high pressure 
are a vast improvement. Thus Herr M. Scholz stated in 1909 
that the average life of mantles used for public lighting in Berlin 
amounted to 200 hours, 2 and Mr Goodenough mentioned in his 
recent address to the Illuminating Engineering Society that in 
some districts in that city as much as 1000 hours is obtained 
with the latest uncollodionised mantles. 

Another difficulty initially experienced in Berlin was that 
the original lanterns, containing two burners, were constantly 
breaking owing to the flame shooting out at the moment of 
lighting up; this was remedied by substituting three burners of 
somewhat smaller consumption. 

The method of obtaining a given candle-power by using 
several mantles, rather than by a very powerful single one, has 
other merits. For one thing, a small mantle is on the whole less 
liable to injury and lasts longer, and it is possible that the 
shorter and more concentrated flame used may render it more 
efficient. Again, when three mantles are used the breakage of 
one is not so serious, since the remaining two mantles still enable 
the lamp to yield about two-thirds of its full light; but the 
breakage of a single big mantle might mean total extinction. 
It is also obvious that a lantern in which the mantle that 
deteriorates soonest is constantly being renewed will, on the 
whole, give a more uniform light than one containing a single 
mantle. For of the three mantles burning there will always be 
one which is comparatively new, but the single-mantle lantern 

1 Jour, fur Gasbeleuchtung, 22nd Aug. 1908. 

2 See Jour, of Gas Lighting , 26th Oct. 1909 ; also Ilium. Eng ., London, Dec. 
1910, p. 736. 
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must be allowed to go on burning until this one mantle has 
fallen to the permissible limit, and so requires removal. One 
other advantage of the multiple mantle system is _ that it is 
possible to arrange for the extinction of two out of the three 
mantles at a given hour of night, thus effecting a saving without 
plunging the town into complete daihness. 

The visit to the Continent of the deputation appointed by the 
Streets Committee of the Corporation of London in 1906 brought 



Fig. *28.—Showing Pharos high-pressure air gas lamps in a street in Stuttgart 


to the general notice an interesting innovation in gas street 
lighting. In the report of the deputation the suggestion 
was made that gas lamps should be suspended centrally in 
the middle of roadways on wires spanning the street, and 
equipped with raising and lowering apparatus in the same 
way as has been done in the case of arc lamps. This sugges¬ 
tion was then somewhat novel and gave rise to some surprise. 
The method had, however, been experimented with already 
by Messrs Ehrich and Gratz in Berlin; and shortly after¬ 
wards one of the writers, in visiting Stuttgart, had the op- 
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portunity of examining the well-known installation on these 
lines in that city. Fig. 2 7 shows the form of raising and lower¬ 
ing apparatus for use on ordinary side standards, first introduced 
by Messrs Ehrich and Gratz. It will be observed that two 
flexible pipes are attached to the mast, but only one of these 
is needed to convey gas. The lamp is raised and lowered by 
a double cord from below, but when hanging at rest (as shown 
on the post on the left) does not depend on this cord for its 
support. Specialprovision is also made to reduce the vibration 
due to winds, etc., to a minimum. 

An arrangement for the central suspension of lamps is shown 
in actual use in a street in Stuttgart in fig. 28. Experience 



Fig. 29. —Showing Keith traversing and lowering gear. The lamp is shown in 
full hanging in the centre of the road, and it can be drawn to the side and 
lowered to receive attention, when it assumes the dotted position. 


appears to have shown that jointed tube is preferable to flexible 
tubing, with a view to preventing leakage. Several installations 
have been installed in London and Manchester. At the end of 
1911 the City of London resolved upon extensive improvements 
in their lighting, and decided to install about 40 centrally hung 
gas lamps of 2000 c.p. high-pressure type. In fig. 29 we are able, 
by the courtesy of Messrs Keith & Blackman, to reproduce their 
most recent gear for this purpose. It may be noted "that their 
experience confirms that of Continental manufacturers in approv¬ 
ing jointed instead of flexible piping. 

Another novelty introduced by the same firm is the enclosure 
of the high-pressure mantle in a fused silica globe " a little 
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bigger than an ordinary tumbler/’ 1 By this method it is found 
unnecessary to admit secondary air, and the high flame temperature 
is said to enable a 10 per cent, increase in efficiency to be obtained. 
The reduction in bulk is very marked, and the saving in breakage 
of globes is expected to be considerable. A number of these 
lamps were displayed at the National Gas Exhibition at 
Shepherd’s Bush in October 1913. 



Fig. 30.—The new “Keith” 1500-c.p. gas lam}), 
with silica cup (one-sixth scale). 


Distance Extinguishing and Ignition. 

One great advantage enjoyed by electricity is the ease with 
which it can be switched on and off; lamps can be controlled 
from a distance, and, if necessary, lighted up from several 
separate places independently. That this is a considerable 
benefit in the case of indoor lighting will be readily understood. 
But in the case of street lighting it is also a great convenience 
to be able to control the lamps from the station and to light 
1 Jour, of Gas Lighting 18th Jan. 1913, p. 454. 
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them up or extinguish them at any time just as the conditions 
of daylight demand. Naturally, therefore, attempts have been 
made to extend the same facilities to gas lighting. 

In discussing the methods at present available we may draw 
a distinction between methods of lighting up which involve the 
use of a by-pass and those which are independent of this 
appliance. Naturally, the latter method is the most ideal in 
theory, but up to the present time it has proved more difficult 
to bring to a stage of absolute perfection. The majority of 
automatic methods in use demand a by-pass. 

Pneumatic Control .—One of the earliest and simplest methods 
of distance control is the pneumatic. According to this method 
an extra tube of small bore is led to the burner. By merely 
pressing a plug switch at the end, a pulse of air is sent along the 
tube and operates a little lever turning on the full supply of gas. 
The simple mechanism in the burner is so designed that the next 
pressure of the switch can be made to turn off the gas, and so 
•on. The method is simple and reliable. The tube, being very 
small, is readily concealed, and a lamp at a distance of 60 feet 
or more can be controlled. 

The “Norwich” System .—Another system, the Norwich switch, 
is really an ingenious modification of the pneumatic principle, 
the pressure of the gas in the pipe taking the place of the pulse 
of air. No air-tube is necessary. The switch itself, in the form 
of a by-pass cock, is inserted in the supply-pipe leading to the 
burner which it is desired to control, and an automatic valve is 
applied to the nose-piece of the fitting. With the switch in its 
c off” position only enough gas passes to keep the by-pass 
ilight. But when the switch is turned on, and the full gas 
pressure applied, this pressure actuates the mechanism in the 
lose-piece, opening a passage for the full supply of gas to the 
>urner. When subsequently the switch is turned off, the 
massage is again closed and the by-pass only left burning. 

In dealing with the lighting of large spaces, streets, etc., 
omewhat different conditions prevail, the chief of which being 
re longer distances at which it is desired to operate. In the 
ise of a large district the time occupied by the lamplighter’s 
uties is considerable, and the last lamp on his round would be 
cached half an hour or more after the first was lighted up. 
onsequently it was unavoidable either to arrange to commence 
jilting up somewhat before it was really necessary, or to allow 
e last lamps on the series to be lighted considerably later than 
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the proper period. Moreover, the sudden gathering of a fog; 
suc h a s is still met with during the winter months in many 
larov cities, taxed the capacities of the lighting-up staff, and the 
slowness of the process was a considerable drawback. 

A method of control which has been applied in some cases is 
based on clockwork. For show-window lighting or advertise¬ 
ment signs, for example, a clockwork mechanism may be used by 
the aid of which, at a certain predetermined time, the gas is 
automatically cut off or turned on. 

In the same way clockwork devices have been applied to 
street lighting, A mechanism of this kind was fitted to each 
lamp and set”so as to turn on and off the public lamps accord¬ 
ing to the recognised lighting schedule during the year. 
The method, however, had certain drawbacks. For example, 
although, in a sense, an apparatus of this kind is very reliable, 
it has to be very accurately timed in order that all the 
lamps in a district may light up simultaneously. Moreover, the 
necessity of winding up the clockwork at periodical intervals 
and the cost were found disadvantageous. What, however, is 
perhaps the greatest drawback to clockwork control is that it 
acts independently of the climatic conditions. If, for example, 
the light fails early on an exceptionally dull day, the clockwork 
takes no account of this fact; and, again, if a fog comes on 
suddenly this is also ignored. Therefore, while clockwork control 
has proved its convenience for certain special fields (such as the 
control of show-window lighting), it is not now very generally 
used for public lighting in large towns. In country districts, 
where lamps are spaced a long distance apart, it may still be used. 

The most usual modern method consists in the attachment to 
each lamp of a convenient form of apparatus which is not 
affected by the comparatively small fluctuations in pressure, such 
as occur on the network of a public gas supply under ordinary 
circumstances, but immediately responds to a sudden and 
deliberate rise in pressure beyond certain limits. What takes 
place, therefore, is as follows: As soon as the darkness begins to 
set in, the engineer at the gas-works raises his pressure for a 
short time—possibly several minutes. This wave of pressure 
rapidly spreads through the entire network and acts on all the 
mechanisms attached to the public lamps, causing them to light 
up; the extra impulse is then withdrawn and the pressure settles 
down again to its normal value. The automatic apparatus is so 
contrived that the next impulse, which of course is applied when 
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the time comes when lights are no longer required, causes the 
lights to be extinguished. There are a number of mechanisms of 
this kind now available, two of the best known types being the 
Rostin and the Bamag. The former utilises two valves floating 
in special non-freezing and non-evaporating mixture of glycerine 
and water. These valves can be so adjusted that the mechanism 
responds to any predetermined sudden pressure rise, but is not 
affected by small fluctuations. The Bamag system utilises the 
pressure of the gas on a regulated diaphragm, and this too can 
be set to respond to any given change in pressure; it can also 
be adjusted to be controlled either by a rising or a falling 
pressure wave. 

These two devices may be regarded as typical of the two main 
classes of automatic pressure controllers. There are, of course, 
many others. For example, Stephenson described in 1908 the 
use of the Alder-Mackay apparatus in Tipton 1 with very 
satisfactory results, and Metzger has more recently given a 
most interesting account of his experiences in Bromberg with 
the Bamag and Meteor types. 2 

In this connection special mention may be made of another 
type of apparatus, the Automaton, 3 which is a combination of 
the clockwork and pressure-wave methods. The actual motive 
power required to actuate the mechanism (which has been found 
to vary according to the friction in the apparatus in different 
conditions of weather or the presence of vibrations, etc.) is not 
supplied by the gas pressure itself but by the clockwork 
mechanism. The rise in pressure merely sets the clockwork 
going—“ pulls the trigger.” It is claimed that the arrangement 
can be regulated with exceptional precision and that it is very 
little affected by variable friction. It can also be adjusted to work 
with either a rise or fall of pressure, may be set to respond to 
any required change, and is therefore readily arranged to comply 
with the pressure peculiarities of any district. It may also be 
arranged to turn off only one of a group of three mantles at the 
first impulse, to turn off another when the next impulse is applied, 
and to extinguisli all three, if need be, with the third impulse. 

Besides the advantages enumerated above, of enabling all the 
lamps in a district to be turned on or off practically simultaneously 

1 t Tour, of Gas Lighting, 10th March 1908. 

- Jour, fur GaMeuchtmig, 26th Aug. 1911 ; Ilium. Eng., London, Nov. 1911, 
p. 637. 

Jour, of Gan Lighting, 3rd May 1910 ; Ilium. Eng., London, vol. iii. p. 411. 
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at anv moment from the gas-works, it is also stated that auto¬ 
matic" control leads to an economy in several respects. There 
has been a great deal of discussion on these points during the 
last few years. 1 This is a highly technical subject, and the 
remarks made here must be regarded as only of a general 
character. For more detailed information the various references 
given below should be consulted. 

The methods of automatic control so far mentioned demand 
the use of a by-pass, and therefore, although representing a 
great step forward, do not constitute automatic ignition in quite 
the same sense as switching on the electric light. A by-pass 
requires occasional attention to guard against the possibility of 
its becoming choked with dust. Again, if it is inadvertently 
blown out there will be a small but appreciable escape of un¬ 
burned gas, which goes on continuously. The amount of gas taken 
by the pilot flame of an ordinary low-pressure indoor burner is 
generally taken at about one-fifth of a cubic foot per hour, 
although as little as one-tenth has been claimed in some cases. 
When this consumption is allowed to go on continuously through¬ 
out the day and night it may amount to a considerable amount 
per annum. 2 In the case of multiple unit lamps, improvements 
have recently been made in the direction of enabling a single 
by-pass to light up several burners, thus reducing the loss of gas 
to a minimum. 

Electric Ignition .—We may next turn to an alternative 
method of automatic ignition, based on the use of electricity, in 
which a by-pass is ' dispensed with. The application of an 
electric current may be arranged both to cause the actual 
ignition and to turn the cock by electro-magnetic means. 

Electric ignition systems may be divided into two distinct 
classes—those using a low voltage and commonly depending on 
the action of. a heated fine wire, and those using high tension and 
employing a spark discharge. The former system has been used 
with the Keith lamps, and, by the courtesy of Mr George Keith, 
was first publicly exhibited by one of the authors at the Cantor 
Lectures of the Royal Society of Arts in 1909. We understand 
that experiments are still proceeding. 

1 See Stephenson and Metzger ( loc . cit.). Also Dobert, Jour, fur Gasbel ., 
24tli Dec. 1908, 30th Jan. 1909 ; Gdhrum, J.f. G., 28th May 1910 ; Brennecke, 
J.f. G., 13th May 1911 ; Jour, of Gas Lighting, 29th March and 4th Oct. 1910, 
30th May 1911, etc. ; Seager, Ilium . Eng., New York, August 1909. ■ 

2 See The Railway Gazette, 5tli May 1911. 
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The well-known Telephos system also utilises the simultaneous 
control of the gas by electro-magnetic means and its ignition by 
a heated wire of special composition. Electric ignition on these 
lines is conveniently applied to lamps which must be placed out 
of reach in large halls, etc. It does not appear to have come 
into general use for street lighting. The supply of electricity 
may be furnished by a battery of dry cells, which, of course, run 
down eventually and require to be replaced. The dimensions 
and material of the glowing wire must be selected with care. 1 

The second electrical method of ignition is the so-called “jump 
spark ” device. 2 The kindling in this case is accomplished by 
means of a high-tension spark discharge, the gas being turned 
on at the main simultaneously with the switch operating the 
electric current. The general method is to use a battery of dry 
cells, which feed a small induction coil. The wires from the high- 
tension side of the coil are led to the burners, and must be 
exceptionally well insulated owing to the high voltage of the 
current they carry. Neglect of this point has led to considerable 
difficulties with this method in the past, but it is now stated to 
be much more certain in operation. 

In passing, it is of interest to note that these electric methods 
of gas ignition demand a combined knowledge of gas lighting 
and electrical engineering; there is no doubt that many of the 
failures of early devices were due to the fact that the inventors 
were not thoroughly conversant with both these subjects. 

Levy 3 describes an interesting modification of the high-tension 
method employed on the trains of one of the French railways. 
The source of current is in this case a hand-driven magneto 
machine, thus doing away with the necessity for a battery of 
dry cells, which require periodical renewal. 

Self-lighting Device s.—Another class of automatic ignition 
devices which in theory approach closest to the ideal method of 
lighting up are those of the “ self-lighting ” class. It has long 
been known that there are materials which, when prepared in a 
very finely divided, spongy state, are raised to a comparatively 
high temperature when placed in.a stream of gas. Indeed it is 
known that a mantle, or even a platinum wire which has been 
previously slightly heated, can be raised to incandescence under 

1 See Whitaker, Trans. Ilium . ting. Hoc.. U.ti.A ., May 1910. 

2 Litle, Paper read at the Second Annual Convention of the Ilium. Eng. Soc., 
U.S.A., 1908 (Trans., Oct. 1908). 

3 LJEclairage d Incandescence par le Gciz (Supplement), p. 44. 
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these circumstances. This is apparently due to the imperfectly 
understood process of “ catalytic action, 55 which, as we have seen, 
also plays a part in electric ignition by means of a heated wire. 

The idea therefore occurred to inventors that this principle 
might be utilised to cause a stream of gas to light up automat¬ 
ically as it was turned on, and pellets of this spongy material 
were therefore prepared and suspended above the burner. The 
method is undeniably attractive, and devices of this kind were 
shown in actual operation at the gas exhibition at Earl’s Court 
in 1906. The difficulty has been, however, that, although 
they acted very well at first, the pellets soon became uncertain 
in their action and eventually ceased to work altogether. This 
was found to be due partly to deterioration caused by the 
products of combustion, and in the “ Conus ” apparatus the active 
material was surrounded by an iron spiral with a view to 
screening it from these products. Other methods adopted have 
taken the form of arranging for the active pastilles, attached to 
fine wires, to be set in motion by the ascending columns of gas 
so as to swing out of the heated zone. Another plan has been 
to support the active material on rods of metals having a 
different coefficient of expansion, so that their distortion in the 
heat of the flame carried the pastille away from the heat. 
Grix, 1 in describing an apparatus of this kind, states that it was 
used for 67 days, on which 443 kindlings took place without any 
appreciable deterioration; this suggests that considerable progress 
towards permanency has now been made. 

It is also of interest to mention that Fritsche 2 has suggested 
the combination of this method with pneumatic control, thus 
enabling a lamp to be turned on and off from a distance without 
the necessity for a by-pass or electric ignition. 

The method has also been adopted of simply coating a small 
region of the mantle with active material. The latest forms of 
these self-lighting mantles are said to retain their qualities for 
several hundred hours or even for the whole of their normal life. 

Pyrophoric Alloys. — There remains one development in 
methods of ignition to be mentioned, namely, the use of pyro¬ 
phoric alloys. A summary of the present position has recently 
been given by Bbhm. 3 Welsbach is generally credited with the 

1 Jour.f. Gasbeleuchtung , 31st Dec. 1910. 

2 Fritsche, “ Pneumatische Gasfernziindung ohue Dauerflamme,” Jour. /. 
Gasbeleuchtung , 6tli Aug. 1910. 

3 Ilium. Eng., London, vol. iii. p. 503. 
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discovery that a mixture of iron and eerite gives forth sparks 
when rubbed, and the method lias since been developed to a 
much higher state of perfection. 

The pyrophoric alloy, it will be observed, takes the place of a 
match or taper. A small disc of the material is mounted in a 
convenient holder, and, by drawing back a lever, is briskly rubbed 
and caused to give off' sparks; when applied to a stream of gas 
it causes it to burst into flame. Match-boxes have also been 
devised on the same principle and have found extensive use on 
the Continent, so much so that the Government in France (where 
matches are a State monopoly) actually put a tax on the com¬ 
peting pyrophoric. articles. In these pocket contrivances the 
release of a spring causes the lid of the box to spring briskly 
open, rubbing the alloy in doing so, thus producing and igniting 
a wick which is moistened with petrol. It is very curious to 
observe that we have here a reversion to the old tinder-box, 
which was entirely superseded by matches, only to come into its 
own once more in the twentieth century. 

An advantage claimed for the method is that it is a very 
safe means of ignition, seeing that it is distinctly difficult to 
set light to any solid material by the sparks. As at present 
used, however, it appears to be essentially a means of ignition, 
which is applied by hand and does not appear to have been 
experimented with to any great extent for distance control. 
Wunderlich, 1 however, has described the application of the 
method to a street lamp, the rubbing being accomplished by a 
special arrangement of levers operated from below. 

Readers interested in the subject of distance control of gas¬ 
lights may be referred to a series of articles that commenced 
in the Zeitschrift fur Bdeuchtunrjswesen in 1909. 

The question of the cost of different systems of lighting, 
properly speaking, does not fall within the scope of this work. 
Data on the subject are constantly published in the technical press. 
Readers may be referred to a prolonged discussion in the Journal 
of Gas Lighting 2 In practice the choice of an illuminant is deter¬ 
mined by many considerations quite apart from conventional 
table of cost, and such data should be used with some reserve. 

1 Wunderlich, Jour, fur Gasbeleuchtung, 15th May 1909 ; see also J.f. G., 
1906, pp. 308, 400. 

2 Jour, of Gas Lighting , Nov. 21, 28, 1911, “Some Aspects of Lighting.” 
See also Competition Points for Gas Salesmen, by A. F. Bezant. 
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Concluding Remakes. 

Changes in the gas-lighting industry are occurring so rapidly 
that it is difficult indeed to forecast what the chief directions 
of progress in the next few years will be. It is clear, however, 
that there are quite a number of ways in which the luminous 
efficiency of existing lamps might be improved. The exact 
parts played by calorific power of gas, shape of flame, rapidity 
of combustion and flame temperature, preheating and the effect 
of hot surfaces on combustion have been discussed very fully, 1 
and it is possible that when these effects are better understood 
very much more efficient illuminants (quite apart from possible 
improvement in the mantle) might be secured. 

The almost universal adoption of the incandescent mantle 
throughout Europe has brought the question of the adoption of 
a calorific test, in conjunction with or even in place of an 
illuminating power, to the front, and it is now used by quite a 
number of the leading companies. The progress up to 1912 was 
summarised in a recent paper by C. 0. Bond,' 2 who has collected 
the opinions of various authorities in Europe and the United 
States on the subject; most of them appear to approve the 
calorific test in principle and state that it has made considerable 
headway in the larger cities. It may be recalled that Prof. 
J. T. Morris in 1908 carried out a series of tests on incandescent 
gas lamps, 3 * and the apparent difference in the performances 
with different qualities of gas led him to lay special stress on 
the calorific test and gave rise to much discussion at that time. 

If the prescribed illuminating power is reduced, and attention 
concentrated mainly on securing a high calorific value, a gas 
equally good for use with incandescent mantles may be pro¬ 
duced, and the cost of manufacture might ultimately be sub- 

1 See, for example, Bunte, Jour, of Gas Lighting , 28th Sept. 1909; Bone, 
on “ Surface Combustion, etc., 5 ’ Gas World , 8th March 1909 ; Jour, of Gas 
Lighting, 6tli Sept. 1910; Trans. Inst, of Gas Engineers, London, 1911 ; St. 
Claire Deville, Joui.f. Gasbeleuchtung, 21st Nov. 1909 ; Ilium. Eng., London, 
v°l. ii., 1909, p. 451 ; Boreshaw, Inst, of Gas Engineers, London, 1909 ; T. 
Holgate, Ilium. Eng., London, vol. ii., 1909, pp. 457, 533, 615 ; Mayer, Jour, 
f. Gasbeleuchtung , 8th Oct. 1910, and other references in this chapter 
previously given. 

2 “ A Surve >’American Gas Photometry,” Paper read before the St. Louis 
meeting of the American Gas Institute, Prog. Age, 1st Feb. 1912. 

3 “Tests of High- and Low-pressure Incandescent Gas Lighting, 5 ’ Ilium 

Eng., London, voJ. i., 1908, p. 627. 
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stantially lower. It is even conceivable that in the future it 
might be possible to make gas of a considerably higher calorific 
value than at present, and this might lead to a corresponding 
improvement in the light given by incandescent gas lamps. 
Mr W. H. Y. Webber has also suggested that in the event of 
cheap supplies of oxygen becoming available, a double system 
of oxygen and town gas for distribution might lead to effi¬ 
ciencies well over 100 candle - hours per cubic foot. It is 
evident, therefore, that the limits of improvement in the 
luminous efficiency of incandescent gas lamps are still far 
distant. 

Another question that is constantly being raised is the 
“ hygienic effect ” of gas lighting. This may be taken to include 
not only the possible influence of products of combustion on the 
temperature, conditions of humidity and atmosphere of interiors, 
but also the effect of the illurninant itself on the eyes. Some 
careful inquiries into these subjects have been made. 1 The 
question is nevertheless still treated as an open one by contro¬ 
versialists, and it may be suggested that a full inquiry by an 
authoritative and impartial committee, on which representatives 
of the illuminants concerned and hygienic experts should be 
represented, would be helpful. 

A feature of the development of the large gas companies 
during the past few years has been the spread of the principle 
of maintenance. There can be no question but that the 
majority of consumers do bene lit by arranging with the gas 
company to undertake the upkeep of their lights. A company 
can naturally undertake the work more efficiently and more 
cheaply than a private individual can do. Only rarely is the 
average consumer willing or able to take sufficient trouble to 
maintain his burners in good condition, and lie naturally lacks 
the technical skill of the gas-fitter in diagnosing defects. A big 
gas company, too, can naturally purchase mantles on a larger 
scale and at a cheaper rate than the small consumer can do, and, 
by regular testing, can ensure that the quality is up to the pre¬ 
scribed standard. 

Another advantage enjoyed by the modern consumer is that 
when arranging for the supervision of his installation he can 
also avail himself of the advice of the company as to the 
arrangement of the lights. The leading gas companies are 

1 E.(j. S, Eideal, Proc. Boy . San . Institute , March 1908 ; Toogoocl, Medical 
Magazine , Feb. 1911 ; J. Bread ey, Gas IForld , 21st Nov. 1907. 
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already making a practice of encouraging the giving of such 
advice, and in the course of time will doubtless go still further 
towards the formation of illuminating engineering departments 
to assist consumers. 

The study of the practical applications of gas lighting in 
streets, shops, factories, etc., is quite as interesting as the develop¬ 
ment of the lamps themselves. The design of appropriate 
globes, shades, and fixtures for specific purposes is also now 
being improved by the concerted efforts of the gas companies 
and the manufacturers, although much still remains to be done in 
this respect. With these matters we shall deal in later chapters. 

An event of importance during 1912 was the organisation of 
the British Commercial Gas Association. 1 This Association is 
to deal mainly with publicity work, the organisation of exhibi¬ 
tions and displays, and the establishment of a central testing 
laboratory has also been suggested. It is hoped that the Associa¬ 
tion will be the means of bringing together all those interested 
in gas lighting, whether with the supply of gas or the sale of 
illuminating and heating apparatus. It should therefore be of 
considerable service to the lighting industry. 

One other event of 1913—the National Gas Congress and 
Exhibition, held at Shepherd’s Bush, London, in October — 
deserves mention. A full account of this exhibition, which in 
some respects presented quite novel features, has been published 
in several English journals. 2 One of the most interesting char¬ 
acteristics of the exhibition was the series of conferences on 
important industrial and scientific topics; at several of these 
conferences the discussion of illumination played an important 
part. 

1 See Jour, of Gas Lighting, Oct. 8, 15, 1913. 

- Ilium. Eng London, vol. vi., Nov. 1913 ; Jour, of Gas Lighting , Sept. 30, 
Oct. 7, 14, 21, 1913 ; Gas World, Oct. 4, 11, 1913. 
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ELECTRIC LIGHTING. 

The Physics of the Incandescent Lamp—Limitations of the Carbon Filament— 
Nernst, Osmium, Tantalum, Grapidtised, Ilelion, and other Lamps—Tungsten 
Lamps: Methods of Manufacture, Efficiency and Life—Early Difficulties and 
Limitations — Use of Transformers, pairing and series-parallel devices—Use 
of low-voltage Lamps for Hand-lamps, Motor-car Lighting, Torches, Miners’ 
Lamps, etc.-—Modern high Candle-power Tungsten Lamps—Tin? Half-Watt 
Lamp — The Arc Lamp—Blame and Impregnated Carbons — Luminescence— 
Deposit-Free Globes—Life and Efficiency—Magazine and Enclosed Blame Arcs— 
Arcs using Metallic Oxides—The Magnetite Arc—Miniature Arcs—Projection 
Arc Lamps—Vapour Lamps—Cooper-Hewitt Lamp and Fluorescent Reflector— 
“Orthochromatic” Tungsten and Mercury Lamp Combination—Quartz Tube 
Mercury Lamp—The Moore Light—Neon Tubes—Other Recent Improvements. 

During the last twenty years remarkable advances in electric 
lighting have been made. In this chapter only a sketch of some 
of these developments can be given. The reader may be referred 
to several recent books 1 for fuller details on the subject, and also 
to many articles to which allusion will be made in due course. 


Incandescent Lamps. 

The commercial incandescent lamp is generally regarded as 
the simultaneous invention of Swan and Edison about 1871). At 
first it was not attempted to make high-voltage lamps. The 
transition from 100 to 200 volts to meet the requirements of the 
station engineer proved a matter of some difficulty, and it was 
some time before the life and efficiency of such lamps approached 
those obtained with the low-voltage type. But a steady improve¬ 
ment in quality took place, until a life of 800 hours was ultimately 
attained and the original specific consumption of 5 watts per 
candle eventually reduced to 3*5*. 

It may seem singular that for twenty years the actual 

1 Electrical Lamp8 y by Maurice Solomon; JUektrixche Jkleuchtwig , hv B. 
Monasch ; Electric Illuminating Engineering , By W. E. Barrows. 
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construction of the incandescent lamp should have remained 
practically the same, especially to those who have viewed with 
amazement the extraordinaiy progress of the last few years. 
At first sight, indeed, this recent progress appears very sudden, 
vet it was not really so. As Professor Blondel has pointed out in 
a recent very able review of this subject, 1 a considerable amount 
of unsuccessful pioneering work on metal filaments was done by 
early investigators. It is only recently that the chemist has 
succeeded in bridging- the gaps in our knowledge regarding 
materials for incandescent lamps, and in bringing these sub¬ 
stances to the requisite state of purity. 

There is, of course, no physical impossibility in making a 
carbon filament bum at a consumption of 2 or even 1 watt per 
c.p.—for a short time. All that is necessary is to “ overrun ” 
the lamp by applying to it a pressure considerably in excess of 
that for which it is intended. The filament will then receive an 
abnormally high current and will glow more brilliantly. Un¬ 
fortunately, however, it will only do so for a very limited time, 
for under these circumstances the carbon filament vaporises, 
blackening the bulb and disintegrating very rapidly. It was 
therefore assumed that what was necessary was to find a 
refractory material with a very high melting-point, and, as a 
matter of fact, the earliest attempt at improvement on the carbon 
filament lamp—the ATernst lamp—was a step in this direction. 

Xow, a high melting-point may be a desirable quality in a 
filament. 1 et it is now recognised that this slow volatilisation 
of incandescent carbon becomes evident at a temperature far 
below the estimated melting-point. It appears, then, that it is 
mainly this slow preliminary volatilisation that we must 
endeavour to avoid. The success of the more durable filaments 
now available seems to be due largely to their good qualities in 
this respect. They can be run at a temperature considerably 
above that utilised in the carbon-filament lamp without under¬ 
going deterioration to anything* like the same extent. 

An interesting review of possible materials for the manu¬ 
facture of glow-lamp filaments was given by Mr J. Swinburne in 
a paper before the Institution of Electrical Engineers in January 
1907 As mentioned previously, the possibility of using certain 
metals had occurred to several early experimenters in this field, 
let the ^inclination to search for more refractory materials than 
carbon finally led in the opposite direction, a material which was 

Pa,p e i read at the International Electrical Congress in Marseilles, 1908 . 


ELECTRIC LIGHTING. 


77 


actually a worse conductor of electricity than carbon being 
utilised in the Nernst lamp. 

The Nernst Lamp .—The Nernst lamp, which was introduced 
about 1897, deserves the credit of being the first practical 
attempt to substitute some other incandescent substance for 
carbon. The actual filament consisted of a rod composed of 
certain rare oxides (zirconia, yttria, erbia, etc.). In the cold 
state this rod is non-conducting, and it was. therefore necessary 
to introduce into the lamp a subsidiary heating coil which 
warmed it up sufficiently for conduction to begin, causing the 
lamp to light up. When this occurred the heating coil was 
automatically cut out of circuit by a small electro-magnetic 
arrangement, usually mounted in the holder of the lamp. It 
was also found to be necessary to compensate for the extreme 
sensitiveness of the filament to change in pressure by placing in 
series a special iron-wire steadying resistance. 

It was found possible to make lamps which would run, with a 
consumption of only about 15 to 2 watts per c.p., for a life of over 
400 hours—a remarkable advance beyond the greatest efficiency 
attained with carbon filaments. In the case of high candle-power 
lamps even better efficiencies were attainable. 

The lamp, however, was subject to certain disadvantages, 
which have led to its being superseded by the newer metallic- 
filament lamps. Its complexity is inconvenient, and the number 
of component parts increases the possibility of failure. Another 
drawback is the fact of its being necessary to wait for at least 
10 to 15 seconds while the filament is reaching a conducting state 
before the lamp lights up. Tn addition, the Nernst lamp was not 
recommended for use on alternating current circuits. 1 

The Osminin Lam }).—The Osmium lamp was introduced 
about 1898 by Auer von Welsbach, the inventor of the incan¬ 
descent mantle. The lamp is now chiefly of interest historically 
as the first practicable metal lie-filament lamp of recent date. 
Its development was hindered hy various difficulties in the 
manufacture, including its brittleness and inability to make 
lamps for higher pressures than fifty volts. The metal osmium 
has been superseded by other more 1 convenient and cheaper 
materials to-day. 

Iridium ami Zirconium Lamp .—Experiments have been 
made with these metals. They have been confined chiefly to 

1 For a hr] account/ of the theory of the Nernst lamp see Rkctrir. 
Lamps, hy Maurice Solomon, chap. vi. 
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filaments of low voltage for motor vehicles, etc., and, like the 
osmium filaments, have now been practically replaced by 
tungsten lamps. 

The Tantalum Lamp. —The Tantalum lamp was first intro¬ 
duced by Messrs Siemens Bros., as a result of the researches of 
von Bolton. As the name suggests, the filament is composed of 
the metal tantalum, in the form of drawn wire. The consump¬ 
tion of the lamp varies from about 1*6 to 2*2 watts per candle, 
according to circumstances, and the life is generally given as 
about 800 hours. 

The fact of drawn-wire filaments being used has been a great 
advantage as regards durability, for the filament can be wound 
on a spiral, and, owing to its ductile nature, is not easily damaged 
by shock. 

One disadvantage of the tantalum lamps is that the results on 
alternating current are apparently not so satisfactory as on direct 
current circuits. The alternating current has the effect of 
causing filaments to become crystalline, and so assume gradually 
a curious disjointed condition which shortens their life. This 
effect has been studied by Scarpa 1 and others. According to 
one theory the crystallising phenomenon is due to the continual 
trembling caused by the attraction of adjacent filaments on one 
another. 

Graphitised Filaments .—A remarkable development in 
incandescent lamps, which would have no doubt received much 
greater attention had it not been for the coming of the more 
efficient metallic filaments, is the graphitised filament used in 
the “ Gem ” lamp and developed in the United States as a result 
of the researches of Mr Howell. 2 Filaments so produced give 
a satisfactory light with a consumption of only 2*5 to 3 watts 
per candle. The life of these lamps is given as 1000 hours, and 
the fact of their being manufactured for high voltage and low 
candle-power was a great advantage. Moreover, the filament is 
little longer than the ordinary carbon one. 

Various forms of lamps.— Before proceeding to the so-called 
tungsten lamp, a brief reference may be made to several attempts 
in other directions which constitute interesting departures but 
have not yet led to commercial results. 

Carbon filaments, composed of special homogeneous soot, 
produced by the carbonisation of vegetable oils, Chinese ink, etc., 

1 Atti della Assoc, Elettrotecnica Italiana , Jan.-Feb. 1909. 

2 Proc. Am. L E. xxiv. p. 617, 1905. 
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have been made by certain German inventors. 1 Their experi¬ 
ments led them to expect a useful life of 1000 hours with a 
consumption of only 1 watt per candle. These researches are 
interesting in view of the fact that some authorities are still 
inclined to think that the incandescent lamp of the future may 
utilise an improved form of carbon filament. 

An attempt has been described by Hopfelt 2 to improve the 
efficiency of carbon filaments by burning them in an atmosphere 
of mercury vapour. It is claimed that the high pressure of the 
latter reduces the tendency to disintegration on the part of the 
filament and enables the lamp to run at a consumption near T5 
watts per candle. A complete study of these lamps has been 
published by U. Bordoni, who found, however, that the samples 
examined had but a small life. 3 

Another departure which has attracted much attention is the 
Helion lamp brought out by Parker and Clark in the United 
States. The filament of this lamp is supposed to consist mainly 
of silicon, which is deposited by a special method on a carbon core. 

For this lamp it is claimed that a life of over 1000 hours, at an 
efficiency of 1 watt per candle-power, coupled with practically 
no diminution in intensity, is obtained; at the same time all the 
advantages of a high-resistance filament are said to be secured. 
But the lamp has not yet been introduced commercially. 4 5 

Tungsten Lamps .—We now come to the most widely known 
form of metallic-filament lamp of the present time—that utilis¬ 
ing a filament of tungsten. There are very large numbers of 
such lamps on the market called by different names and 
made by several distinct processes. The materials used are 
believed to be subject to slight modifications in the case of 
different firms, but it seems that the metal tungsten is the chief 
ingredient. A very large number of patents has been taken out 
in this field, and the processes of manufacture are too complicated 
for anything but a very brief reference here. Readers interested 
in the matter may be referred to the papers by Professor Blondel r> 
and the recent work by Maurice Solomon, and to the articles by 
JEL Weber and Dr Jacobsohn 0 in The Illuminating Engineer. 

1 Ritterburg and Hermann, Zeitschriftf. Beleuchtungswesen , 30th Dec. 1908. 

2 Elektrotechnische unci Zeitschrift, vol. xxix., 8th Oct. 1908, p. 994. 

3 Atti della Assoc. Italitma , March-April 1909. 

4 Elec. World, 5tli Sept. 1908. 

5 Loc. cit 

0 Ilium. Eng., vol. i., 1908, pp. 297, 395, and 463. 
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Some information will also be found in the newly published 
work on The Development of the Incandescent Electric Lamp by 
Mr G. B. Barham. 

A recent advance—the first firm to adopt it in this country 
being the British Thomson-Houston Company—consists in draw¬ 
ing out tungsten wire in the same manner as the tantalum 
filament. Lamps made on this principle are now supplied by 
several firms. By this method a very substantial gain in 
strength and durability appears to be obtained. 

By using the metal tungsten a consumption, under favour¬ 
able conditions, of only 1*1 to 1*2 watts per c.p., and a life 



Km. 31. — Showing useful life of tungsten filaments 
at various specific consumptions (Remane). 


exceeding 1000 hours, may be obtained. It may be said, however, 
that it is not always possible to secure quite such good results 
as these in practice. 

As was explained previously, there is no actual difficulty of 
obtaining a consumption of even less than 1 watt per c p. 
in the ordinary carbon filament, but, as a result, the reduction 
of the life of the filament is so great that it is impracticable to 
do so. Fig. 31, which is based upon some results published by 
Remane, 1 shows the life obtainable at that date from tungsten 
filaments run at various specific consumptions. Somewhat 
better results have doubtless been secured since then, and, as will 
appear shortly, we are now promised special high candle-power 
lamps, consuming only half a watt per candle. But as yet it 

1 Paper read before the Verb, deutscli. Elektroteclinilcer, 1908. 



ELECTRIC LIGHTING . 


81 


•does not seem possible t^produce lamps ^ small candle-power 
such^an efficiency as this. 

The fact <# a mgtal being ifsed instead of a non-metal for the 
mamuf actyr e of these filaments gives rise to several peculiarities. 
In the first place we find that the change in light caused by a 
oox*tain percentage change in pressure is distinctly less; whereas 
change in voltage of one per cent, brings about an alteration of 
G ho 7 per cent, in the light from a carbon filament, the correspond- 
ing change for a metallic filament would only be about 3*5 to 4 
per cent. Fig. 32 summarises 
hhie results obtained by various 
^bixthorities on this point. 

Another consequence of 
izsing a metal filament is that 
hire resistance when hot is con¬ 
siderably greater than when 
cold, whereas with a carbon 
hi lament the reverse is the case. 

As a result, there is a sudden 
x-irsh of current (in some cases 
apparently as much as eight 
hixmes the normal value) when 
hire lamp is switched on. The 
jfilo/ments must therefore be 
shout enough to withstand this 
1x1 gh momentary initial current; otherwise the lamp tends to 
~fc>urn out at the instant of switching on. This is one factor that 
makes it difficult to manufacture lamps of high voltage and low 
•Cirirdle-power. 

The process of making tungsten filaments was at first beset 
lb y many difficulties, and remarkable perseverance and skill has 
been exercised in overcoming them. Most of these obstacles 
mrose through the fact of the material having such a low 
■olectrical* resistance in comparison with carbon. In order to 
make lamps which would consume a reasonably small current 
on the ordinary pressures in use, it was necessary to employ 
Tooth a very thin and a very long filament. For example, 
t>lie production of 110-volt 25-c.p. tungsten lamps required 
st filament only 0*03 millimetre in diameter, whereas the 
oox'responding carbon lamp would have a filament 0*15 mm. 
hlxick. 

At the present time lamps taking 240 volts, and stated to 

0 



Fig-. 32—Variation in candle-power due 
to a given variation in voltage for carbon, 
Nernst, and metallic-filament lamps. 

(Bohle, Ilium. En j., London, vol. i. p. 3S7.) 
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consume only 20 watts, are on the market, and the filaments are 
thinner even than the above. 

Naturally, the first lamps proved to be extremely fragile and 
frequently broke in transport, but these difficulties have now 
been overcome to a large extent, and the new drawn-wire process 
seems to give a still stronger lamp. 

There were other obstacles. For example, it was highly in¬ 
convenient to mount such a long length of filament within a 
bulb of reasonable size, so that the lamps first put upon the 
market, and especially those for high pressures, were undesirably 
long. Again, it was found that they could only be used in 
hanging vertical positions; otherwise the hot filament tended 
to sag and ultimately to short-circuit. 

In addition to these defects, it was at first only possible to 
make lamps for low voltages. At a meeting of the Royal 
Society of Arts on 7th Feb. 1906, a metal-filament lamp, giving 
30 candles and working at 37 volts, was shown publicly by one 
of the writers for the first time in England. In spite of the low 
voltage for which it was made, this was considered a remarkable 
advance, and the possibility of a metal lamp consuming only 
about 1*2 watts per c.p. came as a revelation. It was considered 
highly improbable that such lamps could ever be made for 200' 
volts.. Yet only one year afterwards, at a meeting of the Insti¬ 
tution of Electrical Engineers on 10th Jan. 1907, a 32-c.p. 220- 
volt lamp was shown by one of the writers. 

Again in 1909, in the course of the Cantor Lectures before 
the Royal Society of Arts, it was mentioned that 100-volt 
tungsten lamps had already been produced in the United 
States, and a 100-volt 16-c.p. lamp followed shortly after. To¬ 
day 200-volt 20-watt lamps are actually on the market. 

This gradual transition from low voltage high candle-power 
to high voltage low candle-power has, on the whole, been very 
e electric h^htxng companies. For had it been 
possible for everybody to obtain the same light as before, with, 
say, one-third of the current, the sudden reduction in revenue 
would have been a very serious matter. 

Before it was possible to obtain high-voltage lamps of 
moderate candle-power, other somewhat inconvenient expedients, 
were adopted. For example, it was usual to “pair ” lamps, i.e. 
to install two 100-volt lamps side by side in series on a 200-volt 
circuit. Even now, when high-voltage lamps are available, this, 
method is still sometimes met with. It has, however, some 
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distinct disadvantages. When one lamp gives way the consumer 
is not, as a rule, careful to select another one of identical make 
and consumption to replace it. The consequence is that one 
not infrequently sees one lamp burning very brightly and the 
other very dim, and this naturally leads to premature break¬ 
down. 

The need for such expedients is now passing away, but it is 
still true that a 100-volt lamp will in general give better results 
than 200-volt lamps of the same consumption. The useful life 
will be better and the filament stronger. It will also usually 
be found that these high-voltage low candle-power lamps work 
at a consumption nearer 1 *5 than 1*2 watts 
per candle. When alternating current is 
available, the use of a transformer is still 
advantageous in many cases. For example, 
on a 240-volt circuit one transformer step¬ 
ping down to 50 volts may be used for a 
single house or even for a group of houses. 

Small transformers have sometimes been 
built into a chandelier, and even into a 
lamp-holder, in the manner shown in fig. 33. 

Quite recently Professor Ashton has advo¬ 
cated the use of a condenser instead of a 
transformer on alternating lighting current 
circuits. 1 

Transformers are particularly applicable 
to illuminated signs. For in this case all the 
lamps of which the sign is composed are 
switched on together, and the transformer need therefore never 
be running on light load. M. Weissman has devised an ingenious 
method of using small-voltage lamps for signs even on a con¬ 
tinuous current circuit. Lamps are arranged in series-parallel. 
In these circumstances, if one lamp gives way an extra current 
merely flows through the adjacent lamps and the current is not 
in any way interrupted. 

The ease with which low-voltage metallic-filament lamps can 
be manufactured has proved of great assistance in connection 
with the lighting of motor cars. Miniature carbon-filament 
lamps for such pressures as 4 to 16 volts were not very successful, 
owing to the very short length of filament that had to be used. 
But the low conductivity of the ‘metallic filament is here a 
1 Paper read before the Institution of Electrical Engineers, May 1912. 



Fig. 33. —Small trans¬ 
former built into lamp- 
holder for use on an 
ordinary alternating 
supply. 
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distinct advantage, and within the last few years the*** * 
been almost a revolution in electric lighting for motor-* j f » ' 
vehicles. Even the pocket battery “ torch ” has become 
practicable device; and portable hand- and miners’ lamps, fV ^ ^ 
a small battery, are now very usual. As an instance <, % 
vogue of electrical miners’ lamps, it may be mentioned t 1 1 , i f 
1912 the Home Secretary in Great Britain organised a con * f '' 
tion for the best lamp of this kind, prizes to the value o£ cl 1 ' 
being awarded. 

The metallic-filament lamp has proved to have divf 
advantages in the opposite direction. While it is diffieti l f 1 
make high-voltage low candle-power lamps, it is mueli casi# • r 
make high candle-power units than in the days when only <*;t r ^ n 
filaments were available. Tungsten lamps yielding- 500 * fJI 
even 1000 c.p. are already on the market, while the 20O-c.p. t y V* 
have been most serviceable in providing a unit intern*#** i ? 
between the carbon-filament lamp and the arc lamp. Tin- f ;lt 
of being able to obtain these high candle-powers with a mo« i# ■ r*' tf 
consumption, and without its being necessary to giv#* 
attention in the form of renewing carbons, as in the oas ^ * 
arc lamps, has led to these lamps being largely used for <1 j p ; *'h 
purposes and for side-street lighting. 

A distinct stimulus has also been given to indirect HgTt^ ^ 
since the inevitable loss of light by absorption is now of 
moment. It may be mentioned also that in these high c;i % lb* 
power lamps the tungsten filament burns under except i< #t *-•* Ik 
favourable conditions. According to Libesney, it has now f 
found possible to secure a life of 1200 hours with a consul* 1 j * f 
of only 0*85 watt per candle (Hefner). Until recently th#* lit 
of a lamp running under these conditions would have been I ; * G* 
more than 100 hours. 1 

The coming of the metallic-filament lamp has also been f In 
means of stimulating an interest in illuminating engine# 

In the first place, the gain in efficiency has led people to ac< |ui* • ’* 
in the desirability of effective shading, since the small 1*#^ n * * 
light so occasioned is now of less consequence. Then, agni n ? 
is recognised that the distribution of light from the tung f 
filament, in its usual shape, makes some form of shade, glol ~. **\ 
reflector a practical necessity in order to direct the light wli**n 
it is needed. Figs. 34 and 35 illustrate the comparative clist r i l »si 

1 Paper presented before the ^ereinigimg der Elektricitatswer ke, 
burg, June 7 911. 
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tion of light from a carbon-filament and a tungsten-filament 
lamp. Although in the case of the carbon lamp only about 
40 per cent, of the horizontal candle-power is received immediately 
below the lamp, where it is mainly required, the percentage of 
the light so received is far less in the case of the metallic 
filament. A third circumstance working in the same direction 
is the fact of the brilliancy of the tungsten filament being so 
much greater. This has served to drive home the principle 
(which really applied to carbon filaments to a lesser extent) that 
the best results are obtained from incandescent lamps when they 
are provided with an appropriate globe or reflector, screening 



0 30 

Fm. 34.—Distribution of light from Fig. 35.—Distribution of light from 

carbon filament. tungsten filament. 


the actual source from the eye and directing the rays of light 
where they are most needed. 

[Since the above words were written, it has been found 
possible, by a new departure in the design of metal-filament lamps, 
to make high candle-power units of 300 to 3000 c.p., consuming 
only 0*5 watt per candle. The life is anticipated to be 800 hours. 
The filament is wound in a compact stout spiral, which glows 
not in vacuum but in an atmosphere of inert gases. Nitrogen 
appears to be mainly used at present, but it is possible that other 
gases, such as argon, may prove advantageous. It appears 
that by this means the rate of volatilisation of the filaments can 
be much impeded. Another device which helps to check the 
diminution in candle-power is the use of convection currents, 
which carry away the particles emitted from the filament, 
causing them to deposit in the neck of the lamp, where the 
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blackening lias little obstructive effect on the light. The bulbs 
carrying these filaments have a long glass neck, so that the 
filament is a considerable distance from the cap. The obstruction 
of the latter is therefore small, and the polar curve with the 
usual form of bunched-up filament would approach nearer to the 
circle. With stout filaments of this kind it should not be 
difficult to obtain what is practically a “ point source.’' It is 
understood that low-voltage half-watt lamps of small candle- 
power could be constructed, but it will probably be some time 
before such lamps are available at ordinary pressures. Mean¬ 
time, it seems probable that history will repeat itself, and that 
on alternating circuits small transformers may come into use, just 
as in the early stages of the ordinary tungsten lamps. This 
method might have advantages for some special classes of work, 
e.g. for cinematograph lamps, etc. 

It is too early as yet to speak of the future of these lamps, 
but there seems little doubt that, if expectations are justified, 
they will have a great influence on many fields of lighting.] 


Arc Lamps. 


The arc lamp is essentially a more complicated apparatus 
than the incandescent lamp. Possibilities of improvement lie 
not only in the manufacture of the actual light-giving agents^ the 
electrodes, but in the design of the regulating mechanism as well. 
This last section of the subject cannot be discussed in any detail 
in the space at our disposal. Readers may be referred to several 
works that have recently been published dealing more or less 
fully with modern arc-lamp mechanisms. 1 

Until quite recently the arc lamp, like the incandescent lamp, 
seemed to have reached its final stage of development. A choice 
was available of two forms of lamps respectively of the “ open ” 
and ‘ enclosed type. Both utilise electrodes consisting of more 
or less pure or only slightly “ treated ” carbon. In both cases a 
compromise between two conditions had to be made. In the 
open arc lamp no restriction was placed on the access of air to 
the carbons, which therefore burned away somewhat rapidly, but 
yielded a correspondingly high luminous efficiency. Under 
favourable conditions a consumption of energy of only 1 watt 
per mean spherical candle-power could be obtained (with a clear 


. \ Eltktn&che Bogenhcht, by W. B. v. Czudnochowski; Electric Arc Lamps , 
Justus ; Tke AppUc:ition Arc Lam P s t0 Practical Purposes, by 
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globe), but it was difficult, without special and somewhat 
cumbersome contrivances, to design a lamp which would burn for 
more than about 10 to 15 hours without it being necessary to 
renew the carbons. 

In the case of the enclosed arc lamp the arc burns in a 
confined space, so that fresh air does not readily get access to the 


•carbons and their oxidation 
is reduced to a minimum. 
Such lamps will burn for 100 
to 150 hours without recar- 
boning. This improvement 
in the life of the carbons, 
however, naturally leads to 
a certain sacrifice of effic¬ 
iency, which is augmented 
when an outer globe is used 
in addition to the inner one 
enclosing the carbons. The 
specific consumption of such 
lamps may be as much as 
1*5 to 2 watts per c.p. 

Until recently all com¬ 
mercial arc lamps utilised 
vertical carbons, one above 
the other. In the arcs re¬ 
ferred to the greater part of 
the light comes from the 
incandescent carbon, in a 
manner very fully described 



in Mrs Ayrton's well-known 
work on this subject. 1 2 When 
an alternating current is 


Fio. 3(>.—Curve .showing maximum distri¬ 
bution of light from ordinary d.c. are 
(Trotter). 


used a brightly incandescent spot is formed on both carbons. 
With a continuous current, on the other hand, the great majority 
of the light comes from a vividly incandescent spot termed 


the “ crater ” at the extremity of the positive carbon. 

It was shown long ago by Mr A. P. Trotter - that the explana¬ 
tion of tire shape of the polar curve lay in the shadow cast by 
the negative carbon. But for this, the curve would be approxi¬ 


mately a circle, as shown in tig. 8(>, and the maximum intensity 


1 “ The Electric Arc,” by Mrs Hertlia Ayrton. 

2 Proc. Inst Elect Eng. London, vol. xxi., 1892. 
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would be immediately below the arc. Inconsequence of this* 
property of the direct current carbon arc it has been usual m 
practice to adopt either of two methods. We may make tho 
positive crater the upper one, so as to direct the great majority" 
of lio-ht downwards. This is, of course, the more general plan. 
Or as an alternative, we may deliberately put the positive 
carbon underneath in order to direct the light upwards on a, 
white diffusing surface, such as the ceiling of the room, whence 
it is reflected in all directions. This constitutes the so-callecl 
indirect ” system of lighting. The formation of a crater on 
the positive carbon is also a great advantage when an arc is used 
for lanterns and projection purposes—so much so that when 
only alternating current is available it is customary in the case 
of cinematograph entertainments to introduce a motor generator 
in order to transform to continuous current. Apart from this the 
alternating current, in leading to the successive formation of a, 
crater on each carbon in turn, causes an appreciable fall in 
temperature, so that the efficiency of alternating arc lamps witli 
ordinary carbons in general falls below that obtained with direct 
current. It also appears that the form of wave of the alternat¬ 
ing current supply affects the efficiency. The use of a choking^ 
coil in preference to a series resistance is stated to be beneficial, 
in some cases an economy of 36 per cent, being secured by this 
means. 1 

“Flame” and Impregnated Carbons. — Many substantial 
improvements have been made in the carbon arc lamp. The 
tendency to flicker which is sometimes experienced arises partly 
through impurities and want of uniformity in the carbons and 
partly through defects in the regulating mechanism, and in the 
best forms of lamps both these weaknesses have been greatly 
mitigated. Much experimental work has also been devoted to 
improving the luminous efficiency of the carbons by impregnat¬ 
ing them with suitable solutions, or by mixing certain ingredi¬ 
ents with the carbon in the form of fine power. Prof. S. P. 
'Thompson has mentioned that so long ago as 1878 he was 
making researches in this direction, and one of the authors 
approached him on the subject about 1896. Ordinary carbons 
were sliced into two halves. One half was treated with im¬ 
pregnating solutions, the two portions were bound together* 
again, and an arc was struck. It was then evident that the 
part of the crater resting on the impregnated carbon was much 
1 Ilium. Eng.) London, vol. iv., 1911, p. 270. 
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the brighter. 1 However, at that date no manufacturer in this 
country could be induced to take the matter up. 

To-day mineralised and treated carbons are a feature in 
many of the most efficient lamps, but perhaps the most radical 
departure has been the introduction of a core composed of 
special chemical materials in the so-called flame carbons. In the 
flame arc lamp a radical change was made by abandoning to some 
extent the principle of utilising an incandescent solid. Whereas 
in the older form of arc practically all the light came from the 
incandescent carbon on the crater, in the flame arc lamp it is de¬ 
rived mainly from a bridge of highly luminous vapour, sometimes 
three-quarters of an inch long or more. In a later chapter some¬ 
thing will be said regarding the distinction between the effects 
of “ luminescence ” (i.e. the production of light by the free vibra¬ 
tions of gases and vapours) and the incandescence characteristic 
of the crater of the carbon arc. For the moment it may bo 
said that the chief feature of such radiation is the production 
of light-giving line-spectra, and of a colour somewhat removed 
from what is generally considered “white light.” In the case of 
most flame arcs a strong yellow or orange tint is secured by the 
presence of several vivid lines in this region of the spectrum. 
This in part explains the high luminous efficiency of such 
sources. 

The first experiments with ffame carbons were unsuccessful, 
mainly because it was not recognised that the physical conditions 
were entirely different from those met with in the carbon arc. 
and that the regulating mechanism must be designed accordingly. 
In addition to this, it was found that when vertical carbons weir 
employed a non-conducting slag tended to form on the electrodes 
and interrupt the arc, and that a slight lack of uniformity in 
the chemical coni greatly prejudiced the evenness of burning. 
The fumes produced from the arc were also troublesome, and in 
some cases were allowed to enter the chamber containing tin* 
regulating mechanism, causing corrosion. 

Nowadays these difficulties are successfully avoided. It is 
possible to design carbons which yield a highly luminous flame 
yet can still be burned in a vertical position. But it has become 
usual to employ inclined carbons in the manner shown in 
fig. 37. a method which has several distinct advantages. 

In the first place, it will be seen that there is now no obstacle 
to the downward direetion of the light, and the shadow caused 

1 Jour, of fhft hist, of Dior. Kngrs.y vol. xxvii., No. 133, pp. 184-185, ]S98. 
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by the negative carbon therefore disappears. An important 
factor in the action of most flame arcs is also the introduction of 
an electro-magnet somewhat above the arc, which serves the 
purpose of repelling the bridge of luminous conducting vapour 

and causing it. to assume a 
fan-like shape. 

In the second place, the 
tendency to the formation of 
a permanent deposit of slag 
is considerably lessened. 

The Bremer flame arc 
lamp, which appeared about 
the commencement of the 
present century, produced 
quite a sensation on account 

Fig. 37.— Inclined flame carbon in 0 f the unusual colour and 
economiser. • * 

distribution of light, the high 
candle-power, and the original nature of its design. It has 
been followed by many other forms of flame arcs also using 




Fig. 3S.—A general view of 
Excello flame arc lamp. 


Fig. 38a.— Corresponding polar curve of 
light distribution. 


(The candle-power of a 10-amp. arc is stated by the manufacturers to be as follows • 
Mean hemispli. c.p. =1736 ; mean sph. c.p. =3100.) 


inclined carbons. In fig. 38 we give a general view of a typical 
. Excello arc lamp and a curve showing the distribution o£ light. 
It will he observed that the use of inclined carbons favours a 
strong downward component. It is, however, sometimes desir- 
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able to modify this curve for street lighting by using a prismatic 
globe, intensifying the light at .an angle slightly below the 
horizontal (see Chapter VIII.). 

The luminous efficiency of such lamps represents a marked 
advance beyond the best results attainable from ordinary 
carbons, a consumption of less than 0*3 watt per mean spherical 
c.p., or 0T5 watt per mean hemispherical c.p., being claimed for 
the very latest types. 

The tendency to deposition of fumes on the globe, with a 
resultant obscuration of the light, has also been substantially 
overcome. For example,- the Union Electric Co. has embodied 



Fici. 39.—Showing appearance of Excello arc lamp after burning 10 hours, 
with and without deposit-free cover. 

in the Excello lamp a form of clear inner globe which conducts 
away the fumes and enables them to condense harmlessly 
outside the inconvenient area. If a lamp unprovided with 
this inner globe is allowed to burn for 100 hours without the 
globe being cleaned the obscuration becomes very evident. But 
it is claimed that a lamp equipped with the ventilating inner 
globe is not appreciably affected. Fig. 39 provides an interesting 
comparison of two such lamps. 

Blondel has remarked that in the case of lamps using inclined 
electrodes a central chemical core of chemical material is almost 
invariably used. But in the case of lamps using the upright 
carbons a different method is usually adopted. The highly 
efficient carbons devised by Blondel 1 himself are stated to con- 

1 I. Ludoff, “ Tlie Blondel System of Arc Lighting, 55 Ilium. Eny., New York, 
vol. ii., 1907-8, pp. 18, 128, 200. 
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sist in an outer ring of pure carbon surrounding one or more 
concentric rings of mineralised material inside. Such carbons 
have been utilised with excellent results for street lighting in 
Berlin and elsewhere, and the same principle is employed in the 
Crompton lamps introduced in this country. It is claimed that 
the rapid consumption characteristic of flame carbons is con¬ 
siderably less with electrodes of this description, and the specific 
consumption of the lamp appears to be exceedingly low—about 
0*2 watt per mean spin c.p. A feature of the “ Alba 55 carbons 
used in the lamps employed in Berlin is the brilliant white light. 

Mr Maurice Solomon 1 has recently given the following 
figures for several well-known forms of flame arc lamps:— 


Type of Lamp. 

| Matts. 

i 

, Watts per Mean 
| Sph. c.p. 

I 

Watts per Mean 
Hemisph. c.p. 

Excel lo . 

i 

450 

0*276 

0*145 

Angold. 

I 435 

i 0*313 

0*159 

Jandns . 

! 357 

0*458 

0-374 

0 rompton-Blondel . 

396 

0*178 

0*095 


It may be observed that the very high luminous efficiency 
yielded by the flame carbons is offset by one difficulty—the rapid 
wasting away of the carbons. In the case of the lamps first 
introduced the life of the carbons frequently did not exceed about 
(j to 8 hours. Even this result was only secured by using exceed¬ 
ingly long carbons, and the great over-all length of many lamps 
is still a drawback. But improvements are being made. In 
the case of the Excello lamps, for example, the life of a single 
pair of carbons is given as about 10 to 18 hours, according to type; 
while by using two pairs burning consecutively in the same 
lamp it is stated to be possible to secure a life of 34 (or in a very 
still atmosphere even 42) hours without recarboning. 

An extension of this principle was introduced in the 
Oriflamme magazine lamp, in which a series of carbons are 
brought into use successively as soon as each pair is consumed. 
In the Gilbert lamp recourse was had to the method of burning 
a number of carbons side by side simultaneously. Yet another 
form of magazine lamp, the Angold, uses nine pairs of carbons 
in succession, a burning life of 80 hours being stated to be 
obtained thereby. 

1 Paper read before the Inst, of Elec. Engrs (local section), Electrician^ 
May 3, 17, 1912. 
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Enclosed Flame Arcs .—Another possible method of over¬ 
coming the objection of the short life of flame carbons is to 
enclose the arc. In the case of the ordinary carbon arc this 
device has proved its utility, and in the United States, where 



90 * 80° 70° 60° 5(J° 


Fig. 40a. —Polar curve of light distribution 
from Jandus enclosed flame arc lamp. 

labour is comparatively dear, this form of lamp was almost 
exclusively employed at one time. Seeing that such a very 
high efficiency had been secured by using flame carbons, it 
appeared well worth to attempt to apply the same method in 
order to secure longer burning hours. There were, however. 
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certain obvious difficulties, notably the tendency for the fumes' 
to condense in the confined space and rapidly obscure the globe. 
Special provision was therefore necessary to cause them to 
deposit elsewhere. 

In the Jandus Regenerative arc, a somewhat original method 
was adopted. The vertical carbons are enclosed in a clear glass- 
cylinder surrounded by a second (usually opaline) globe. The 
space between these two vessels acts as a heat-insulating jacket- 
and causes the air inside the cylinder to be maintained at a very 
high temperature, such that no deposition of solid material 
occurs. At the sides of the lamp are two symmetrically placed 
ring-like receptacles in communication with the central glass- 
cylinder. The heated gases ascend and stream into these metal 
tubes, where the solid suspended matter is deposited, and are- 
then sucked in again at the base of the chimney, and the cycle 
of operations continues. It will be seen that fresh atmospheric 
air cannot enter the vessel containing arc, so that the oxidation 
is reduced to a minimum, and it is stated that the circulation of 
the hot vapours, already saturated with chemical products, also 
serves to diminish the wasting of the carbons. Lamps taking 
3, 5, and 8 amperes respectively are available. It is claimed 
that they will burn for 70 to 120 hours, according to the current, 
without recarboning, and that a specific consumption of only 0*!2. 
watt per mean hemisph. c.p. is obtained. 

Prof. S. A. Rumi 1 and Sig. A. Pugliese 2 have described a new 
form of carbon arc lamp which is practically enclosed and uses- 
vertical impregnated carbons {e.g. of the “ T.B ” variety). This 
is stated to bum for 80 hours without requiring trimming, and. 
the method of avoiding deposition of fumes is of interest. The 
general appearance of the lamp is shown in fig. 41. The upper- 
part of the globe A is lightly opalescent, the lower part B is 
pear-shaped and composed of milky glass. The globe is pressed 
tightly against a metal plate surmounting the carbon holder. 
The temperature of the upper portion of the globe is very high., 
and no condensation occurs in this region. The heavier pro¬ 
ducts of combustion sink gradually into the cooler portion B, 
and therefore their deposition only slightly affects the light from 
the lamp. A certain portion of the lighter products pass slowly 
into the cool ringed space C and some emerge eventually through 
the holes at A. The fumes cannot find their way into the en- 

1 Ilium . Eng London, vol. iv., 1911, p. 271. 

2 Atti della Assoc. Elettrotecnica Italiana, March 1911, p. 151. 
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closure containing the regulating mechanism; lamps taking 
respectively 8, 10, and 12 amperes are available, and the specific 
consumption is given as about 0*34 watt per mean hemisph. c.p. 
Several forms of enclosed flame arc lamps (e.g. the Abbey type)' 
were exhibited at the Electrical Exhibition in London in 1911, 
but not much has been published about them as yet. 

Arc Lamps using Metals and Metallic Oxides .—A con¬ 
siderable amount of work lias been done on the use of metals 



and their oxides for arc lamp electrodes. Readers may lie- 
referred to an instructive series of experiments on mixtures of 
aluminium, titanium, chromium, and other oxides carried out 
by Dr B. Monasch, 1 who also gives a list of references to the 
researches of Blondel, Steinmetz, Whitney, and others. Useful 
compilations have also been made by I. LadofiV 2 

It would seem that the only commercially practicable form of 
lamp of this kind is the magnetite or so-called “ luminous ” arc- 
lamps so widely used in the Uziited States. The characteristic 

1 Ilium. Eng., London, vol. iii., 1910, pp. 253, 394, 427. 

2 Ilium. Eng., New York, vol. i., 1906-7, pp. 521, 612. 
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of this form of lamp is that the negative electrode consists in 
a mixture of the oxides of iron, chromium, and titanium, en¬ 
closed within a thin iron shell. The constitution of the positive 
electrode is immaterial, and usually consists in a slab of some 
good conductor such as copper. The physical problems met 
with in connection with arcs struck between metals and theix* 
conditions of stability have been very completely worked out 
by Steinmetz. It appears that the temperature of the electrode 

„ has very little bearing on the 
efficiency, and it is this circum¬ 
stance that is mainly respon¬ 
sible for the very slow rate 
at which the electrode burns 
away. The blast of vapour 
from the negative electrode 
takes the form of a brilliant- 
white vertical column about 
1 inch long, and the specific 
consumption is stated to be 
about 0*6 to 0*8 watt per 
mean sph. c.p. It is necessary 
to make a compromise between 
high efficiency and life of elec¬ 
trodes, which can be done by 
varying the percentage of the 
constituents if the electrodes 
, are mixed. The ordinary lamp 
d consumes about 4 amperes and. 
Fift. 42.—General view of magnetite are. 70 volts, and One negative elec¬ 

trode is stated to last for about 
150 to 175 hours. The positive only wastes away very slowly. 

By the courtesy of the British Thomson-Houston Co., we 
reproduce in tig. 42 a view of this lamp, showing the general 
aj)pearance and nature of the electrodes. 

The long white arc between vertical electrodes is considered 
to be exceptionally serviceable for street lighting. The action 
of the lamp renders it essential to employ direct current, and 
when only alternating supply is available an electrolytic rectifier 
is commonly used. The long interval for which the lamp will 
bum without renewal of the electrodes is a great asset in the 
United States, where labour is dear, and the lamp appears to 
have replaced the ordinary enclosed carbon arc to a very great 
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extent. A difficulty that has sometimes been experienced with 
these lamps is a tendency to flicker and “ dim spells/' 5 According 
to Li tie this can be explained by following out the analogy with 
an ordinary combustible flame. The magnetite flame tends to 
“ soot 55 in the same way, and consists in several distinct more or 
less luminous zones. In general the brightest part of the flame is 
situated at the negative end, and he therefore recommends 
making the negative electrode the upper one, and providing a 
suitable down draught to steady the flame. By this means the 
intensity of the light in a downward direction is improved and 
the inclination of the flame to form an envelope of soot is lessened. 
Litle also mentions that there are apparently some materials 
which act towards titanium oxide in the same way as cerium 
oxide towards thorium oxide in the mantle. They apparently 
cause the titanium oxide to give more light without being light- 
producers themselves. It is hoped by this means to improve 
still further the luminous efficiency. 1 

Improved Enclosed Arcs and “ Miniature 55 Arcs .—Another 
direction in which progress has been made is in the design of 
small enclosed carbon arcs of improved efficiency (“ Sparbogen- 
lampen ”). This is due partly to suitable selections of the 
carbons, and partly to the recognition that better results are 
obtained by allowing a small access of air, and not aiming at an 
extremely long extension of the burning hours. German lamps 
of this kind consume about 3 to 7 amperes and give about 
0*5 to 0’75 watt per mean hemisph. c.p., according to type. With 
the lower of these consumptions the period of burning would 
probably be from 25 to 40 hours. 

Rosemeyer has described the Regina, Reginula, and Helia 
lamps of this class. With the former a consumption of only 0*8 
watt per mean hemisph. c.p. and 200 burning hours are said 
to be obtained; in the case of the Helia lamp the .specific con¬ 
sumption is reduced to only 0*5 watt per c.p. and the corre¬ 
sponding life of the carbons to about 40 to 50 hours. 2 

A development of this class which seemed at one time likely 
to meet with great success was the design of the so-called 
“ miniature 55 lamps, taking only 3 or even 2 amperes. These 
lamps were issued under various fanciful names (the Midget, 
Miniature, Lilliput, etc.). It would seem, however, that the 
coming of the metallic-filament lamps, with their facilities in the 

1 Electrical Journal , Feb. 1912, p. 157. 

2 IUum. Eng London, vol. i., 1908, p. 991. 
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direction of increased candle-power,has rendered them superfluous. 
Indeed, some authorities contend that the high candle-power 
tungsten lamps, consuming only £ watt per candle, are destined 
to take the place of all but the most powerful and efficient flame 
arcs. At the present moment the tendency in electric street 
lighting is to use flame arcs in the important thoroughfares and 
tungsten lamps for side streets. 

It remains to mention briefly several other points in the 
design of arc lamps that are receiving attention. Efforts have 
been made to simplify the mechanisms and even to rely on a 
gravity feed. Among lamps of this class may be mentioned the 
Beck and Conta types. 1 Another matter that demands attention 
is the loss in resistance in series with arc lamps. In practice this 
almost invariably exceeds considerably that which theoretical 
consideration would suggest as desirable to ensure the stability 
of the arc. For example, the consumer who only requires a 
single open arc lamp on a supply of 200 or even 100 volts might 
have to waste the greater part of the energy consumed. There 
is therefore room for ingenuity in the grouping of arc lamps 
on high-voltage circuits. This point has, been alluded to by 
W. Hechler in a very serviceable series of articles reviewing 
the arc-lamp situation. 2 He points out the desirability of 
increasing the p.d. allotted to the flame arc. A step in this 
direction was taken in the Carbone high-voltage lamp, designed 
to take 80 volts across the arc. Again, in the Jandus enclosed 
flame arc lamp the regulation of the strike of the arc enables 
the lamps to be run 2, 8, or 4 in series on 200 volts, the p.d. 
across the arc being adjustable between 50 and about 75 volts. 
In some cases, again, two arcs may be run in series within the 
same globe. Yet another device is exemplified by the Union 
Electric Co/s “Economy” system, specially applicable to shop 
lighting. Here a combination of flame and enclosed lamps is 
utilised so that they can be run in series-parallel for the indoor 
and outdoor lighting. The supply voltage can thus be utilised 
with a minimum loss in the external resistance. 

In the United States it is very customary in the case of public 
lighting for the magnetite arcs to be run in series on a constant 
current system, which reduces the loss in series resistance to 
a minimum. A very interesting installation of this kind was 

1 Ilium. Eng.) London, vol. iii., 1910, p. 19. 

2 Elektrot. Zeitschr., 21st March 1912 ; see also 1909, pp. 341, 703, 1055 • 
1910, p.963. 
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recently carried out at the Turin electri<^?x^itiun^r|QC 
“ Conta 55 lamps being run from 6300 volts. 1 
system is employed it is of course necessary to provide tfie lamps 
with automatic cut-outs, so that in the event of one lamp going 
out the whole circuit will not be interrupted. 

Arc Lamps with Horizontal Carbons, Projection Arcs , etc. _A 

word or two may be said on several new forms of lamps using 
special arrangements of carbons. One of the most interesting 
of these is the Timar-Dreger lamp recently described by Wedding, 
which utilises two pairs of horizontal flame carbons. 2 An 
electro-magnet is used to blow the arc downwards. The two 
pairs of carbons are arranged in series so as to run direct 



Fig. 43.—Union projection arc lamp for lantern work. 
(Carbons at right angles.) 


off 110 volts. The specific consumption appears to be about 
0*25 watt per mean hemisph. c.p. (H.K.), and the life of 
the carbons is about 8 to 10 hours. The arrangement of the 
carbons is favourable to good downward distribution of light, 
and the lamp appears to be of a compact form, very convenient 
for mounting on the ceiling in low rooms. If it is desired to 
project the light sideways a single pair of carbons may be used. 

A form of projection lamp has been introduced by the 
Union Electric Co. in which the carbons are mounted at right 
angles, the horizontal carbon being the positive. This, again, 
enables the light to fall direct on the condenser without obstruc¬ 
tion from the negative carbon, and the gain in light is stated to 
be considerable. Another feature of this lamp is the compact 
automatic feed, which enables the operator to switch the lamp 
on and off from a distance if so desired. 

One other comparative novelty is the three-phase lamp, of 

1 Ilium, j Eng., London, vol. iv., 1911, p. 673. 

2 j Elektrot. Zeitschr ., 1910, p. 34. 
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which several designs have been made. In one of the latest of 
these, three carbons attached to the respective mains and con¬ 
verging on a fourth neutral electrode are used. 1 More recently 
still, Wedding has described a lamp of this kind using three 
converging inclined flame carbons meeting beneath an economiser 
in the customary way, and giving a specific consumption of 
0*088 to 0*21 watt per mean hemisph. c.p., according to the 
current and carbons used. 2 

In concluding this section it may be of interest to summarise 
briefly the qualities of some of the chief forms of arc lamps in 
tabular form. The data for this table are derived mainly from 
the published figures of Blondel, Barrows, and Monasch, supple¬ 
mented by more recent data kindly placed at our disposal by the 
manufacturers. Such figures can only be given approximately. 
In the first place, exact photometry of arc lamps presents certain 
well-known difficulties. Again, an arc lamp is a more compli¬ 
cated apparatus than an incandescent lamp, and comparatively 
small modifications in its adjustment sometimes produce a very 
appreciable effect on the light. It may be said, however, that the 
authorities named are in substantial agreement, and the authors* 
experience leads them to regard the following data as generally 
correct. The results are given in terms of mean hemispherical 
candle-power, this being now regarded as the most convenient 
method of stating the light from a practical standpoint. 

The figures for the power consumed apply to the arc itself, 
and are exclusive of that spent in external resistance. 


Type of Lamp. 

P.D. 

across 

Arc. 

Cur¬ 

rent. 

Watts. 

Mean 

hemisph. 

C -P- 

(lower). 

Watts 

per 

hemisph. 

c.p. 

Con¬ 
sump¬ 
tion of 
elec¬ 
trodes 
(mm. per 
hour). 

Approx. 

Burning- 

Hours. 

Carbon (open) 

volts. 

40 

amps. 

9 

360 ! 

! 700 

0*5 

14-16 

12-20 

Carbon (enclosed) . 

70 

6-7 

I 430 

i 320 

1*4 

1 *5-2 

150-200 

Flame arc (open) 

45 

9 

405 

2800 

0*15 

35-45 

■ 8-20 

Flame arc (enclosed) 

70 

S 

560 

2800 

0*2 

3-6 

70-120 

, Blondel arc 

50 

5 

| 250 

1880 

0*13 

16-20 

12-20 

Magnetite arc . 

90 

8*5 

1 315 

400 

0*8 

1-2 

50-200 

Miniature arcs 

80 

3 

240 

270 • 

0*9 

4-5 

40-60 

Three-phase flame arc 

110 

4*7 

650- 

8050- 

0*088- 

15*5-34 




1250 

7960 

0*214 




1 A. Rigbi, Lum. Electrique, , 9tli April 1910. 
- Elektrot. Zeitschr ., 6th June 1912. 
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Vapour Lamps. 

We now come to an entirely distinct class of electrical lamps 
—those using luminescent vapours. The illuminants hitherto 
described have mainly utilised incandescent solid materials. 
The flame arc, it is true, utilises luminous vapours to some 
extent, but the gaseous luminescence from such lamps is mixed 
with incandescence from the luminous ends of the electrodes. 
The lamps we are about to describe owe their light solely to 
luminous materials in the state of gas or vapour. 

At this point it may be well to make a short digression in 
order to explain the distinction between these two methods of 
producing light. In the case of a glowing solid (incandescence) 
the ions or vibrating particles are so closely packed together 
that under the influence of heat they vibrate in a confused 
manner, and cannot follow their natural period of oscillation. 
Instead of this they appear to vibrate en masse, so that a con¬ 
fused series of ethereal oscillations, some of them luminous but 
others not, is produced. Under these circumstances we find 
that all the colours are present, and we obtain a continuous 
spectrum. On the other hand, it requires a considerable temper¬ 
ature before the percentage of energy emitted in a visible form 
becomes at all appreciable. 

• In the case of a luminous gas matters are different. The 
attenuated state of the material apparently permits the ions 
to follow their natural periods of vibration. Consequently, we 
find that there are gaps in the spectrum. Certain rays are 
strongly produced, but others may be entirely missing, and the 
colour of objects illuminated by such a source may accordingly 
be distorted. On the other hand, the fact that only certain 
luminous rays are produced, without the vast series of wasteful 
invisible vibrations characteristic of incandescence, is favourable 
to a high luminous efficiency. 

At present there are two distinct kinds of lamps based on 
this principle, (a) those using metallic vapours and (b) those 
using permanent gases. The magnetite arc might perhaps be 
regarded as coming within this first class, but has been con¬ 
veniently treated among the arc lamps. The only other prac¬ 
tical example of the use of metallic vapours pure and simple 
is the mercury lamp. 

The Mercury-Vapour Lamp .—Some of the earliest experi¬ 
ments in this direction appear to have been made by Way in 
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England and Rapieff in Russia, and more recently by Bastian 
(also in England). The lamp was brought to a more practical 
stage by Dr Arons in Germany, who seems to have been among 
the first to enclose the mercury vapour entirely; and Cooper 
Hewitt in the United States, working on similar lines, introduced 
the tube lamp in a commercial form. Such lamps are now well 
known. They consist in a long exhausted tube with an electrode 
at each end, and containing a small quantity of mercury. When 
the lamp is alight, the entire tube is filled with luminous 
mercury vapour. But special means are necessary to start the 
lamp. The most trustworthy method of doing so is probably 
the simple tipping arrangement. The tube is inclined, so that 
the mercury runs down to one end and makes the contact. 
When the tube is restored to a horizontal position the mercury 
runs back into the vessel at its extremity, starting a long arc 
as it does so. Sometimes the “ tipping ” is done by hand, but 
when the lamps are out of reach it can conveniently be done 
automatically on switching on the current by means of an 
electro-magnetic solenoid. Other methods have been tried. For 
example, a high momentary electrical discharge through the 
tube has the effect of rendering its contents momentarily con¬ 
ducting, and so enabling the current to flow and the lamp to 
start; or we may use a small subsidiary electrode, where a 
small arc can be started, whence electrons rapidly find their 
way throughout the entire tube; a small heating coil above the 
mercury, which has the same effect; a floating contact actuated 
by a solenoid outside the tube, etc Most of these methods have 
proved to be too dependent on temperature, or too easily affected 
by slight imperfections in the changes in the degree of ex¬ 
haustion in the tube, to be really practicable. 1 

The physical problems involved in the mercury lamp are of 
a complicated kind, and readers interested should refer to papers 
by Steinmetz, 2 v. Recklinghausen, 3 and Weintraub, 4 and others. 

The actual length of the tube in a 50-volt lamp is about 
50 cms, the current consumed being 3*5 amperes, and the mean 
spli. c.p. is given as 350. Two such lamps are commonly 
run side by side in series for 100 volts. The specific con¬ 
sumption is frequently given as being about 0*5 watt per 

1 See Kruh, Elektrotechnik mid Maschinenbau, 23rd July 1911. 

2 Trans . Int. Electr. Congress of St Louis, 1904, vol. ii. p. 710. 

3 Elektrot. Zeitschr., 1904, p. 23 ; 1902, p. 492. 

4 Electrical World , vol. xlv., 1905, p. 887. 
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candle; but it must be remembered that the extensive area of 
the source, and its peculiar colour, both render accurate photometry 
no easy matter. The ordinary lamp is not suitable for use on 
an alternating current, and in use it is essential to avoid charging 
its polarity. Like the magnetite arc, it can be used on an 
alternating p.d. by using a rectifier. Recently, however, F. 
Girard 1 has described a form of lamp intended for use on an 
alternating p.d. 

The chief limitation to the use of the mercury lamp is imposed 
by its peculiar colour. Seen through the spectroscope the light 
appears to be concentrated in three very restricted regions in the 
yellow, green, and blue-violet. The effect of the gaps in some 
regions of the spectrum, and particularly the complete absence 
of red, is that the appearance of coloured objects seen by the 
light of the lamp is much distorted. For example, a person’s 
face looks green and the lips purple. Numerous attempts have 
therefore been made to supply the missing rays. Some investi¬ 
gators have tried to introduce certain gases in the tube, or to 
mix appropriate metals with the mercury, with the idea of 
adding vivid red lines to the spectrum. Nitrogen, argon, and 
helium among gases, and amalgams of lithium, bismuth, lead, etc., 
have been tried, but in every case the result was apparently 
unsatisfactory. 

The failure of these attempts led to the recognition that any 
effort to improve the colour should be made by means outside 
the tube. The most obvious device was to combine the lamp 
with others rich in the missing rays. Such combinations have 
been studied by Ives, 2 who found that tungsten lamps and 
incandescent mantles were both useful as a means of producing 
an apparent white light. According to this authority the 
specific consumption of the requisite combinations with tungsten 
or carbon-filament lamps would be respectively 08 and 1*4 watts 
per candle, assuming the mercury lamp to give about 0*5 watt 
per c.p. alone. Combinations of lamps are apt to be cumbrous 
and inconvenient, but a neat development of the method has 
recently been brought out by the Cooper Hewitt Co., and was 
described by J. Pole. 3 The arrangement will be understood from 
fig. 44 a. The mercury tube is in the form of a ring, and a 
tungsten incandescent lamp is mounted at the centre. The 

1 Electrot. Zeitschr 4th. July 1912. 

2 Electrical World, 23rd Sept. 1909. 

3 Elehtrot. Zeitschr 9tli May 1912. 
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whole is mounted in a diffusing glass hemispherical bowl, which 
serves to “ mix ” the light from the two sources, so that the 
lamp has the appearance shown in tig. 44. The 110-volt lamp 
consumes 2 amperes, gives a mean lower hemisph. c.p. of about 
300 (with the diffusing glass bowl), and a specific consumption 
therefore of about 075 watt per c.p. 

An entirely different method of attacking the problem of 
colour improvement has been devised by Dr Cooper Hewitt, 
namely, the use of a fluorescent reflector. It has lono- been 
known that certain materials have the power of fluorescing 
under the action of light, and of transforming the radiant energy 



1 ig. 44.—New form of combined tungsten 
and mercury vapour “ orthochromatic” 
lamp. 



Fig. 44a. —General view of “orthochromatic” 
combined. tungsten and mercury-vapour 
lamp equipped with outer diffusing glass 
bowl. 13 & 


falling upon them into light of a different colour while doino- so. 
Rhodamme and similar dyes fluoresce a red or rather pink 
colour, and it has been ascertained that the ultra-violet rays are 
particularly active m giving rise to this transformation. A form 

haS U0W be f n deveIo P ed which fluoresces pink in the 
i a ht of the mercury lamp,* converting some of the excess of 
blue and green light and a little of the yellow into red The 
reflector is mounted over the tube in the manner shown in fig. 

tlvin uT f lg lt ap P roaches considerably closer to white 
twL?‘!L° f f ° rdmary mercur y lam P> “d, when studied 
“ (he red ^ “ ““A* co " ta “ * wel| -'“rk.d baud 

Out bV(he T “ tt,S MS P ect is brought 

y the appeal ance of red objects. Under the lioht of 

1 mary mercui 7 tube they appear almost black, but by the 
1 Ilium. Eng., London, vol. iv., 19] 1, p. 628. 
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aid of the fluorescent reflector are made to assume much more 
nearly their natural colour. 

The Quartz Tube Mercury Lamp .—A remarkable development 
in mercury-vapour lamps has been brought about by the use of 
tubes of quartz, and an interesting account of the Kiich lamp, 
utilising a tube of this kind, was presented by Dr Bussmann in 
ISO?. 1 Such lamps are now manufactured and sold under 
different names by several companies, such as the Silica and 
Quartzite lamps, etc. 

Quartz tube lamps were manufactured some years ago by 
Dr Heraeus of Hanover, mainly with the object of securing a 



Fig. 45. —Cooper Hewitt lamp with fluorescent reflector. 


source powerful in ultra-violet light. But it is only recently 
they have been utilised for ordinary purposes of illumination. 
Previous to the introduction of such quartz-glass tubes it was 
believed that the limit of possible efficiency for mercury lamps 
was fairly accurately known. Dr Cooper Hewitt had shown 
that there was a certain pressure within the tube for which the 
specific consumption was a minimum. Increasing the power 
given to the tube, and raising the temperature and- internal 
pressure as far as it was safe to go, apparently had the effect of 
lowering the luminous efficiency. But when, by the use of 
quartz tubes, it was found possible to increase the temperature 
substantially above this limit, it was found that the specific 
consumption began to fall again, and that ultimately a value as 
low as 0*27 watt per Hefner (mean spherical) could be reached. 
The initial rise in specific consumption, followed by the pro- 
1 Elelctrot. Zeitschr vol. xxviii., 1907, p. 932. 
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gressive fall with increasing power given to the lamp, is shown 
in iig. 46. 

In figs. 47 and 47 a we produce, by the courtesy of t>lie 
Westinghouse-Cooper Hewitt Co., a view of the Silica lamp 
and the accompanying polar curve of light distribution. Tlae 
250-volt lamp is stated to consume 3*5 amperes and to give a 
mean hemisph. c.p. of 3000, the maximum value (4500) being 
attained at about 65 to 70 degrees. The small over-all length, of 
the lamps appears to be a distinct advantage. The quartz tube 
for a 110-volt lamp may be as little as 8 cms. long and 1| cms. in 
diameter. It can be renewed separately, and is stated to last 
over 1000 hours before requiring renovation. The quartz tn"be 
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Power Consumption. 

Fig. 46.—Showing the improvement in efficiency of the quartz tube 
as the power given to the lamp is increased. 

The watts per candle are a minimum at A, but by increasing the temperature another lower 
minimum at C is eventually reached. 

is, of course, one of the most considerable items in the total cost 
of the lamp. 

The colour of the light from the quartz lamps, apparently on 
account of the higher temperature, is somewhat less bizarre tkigtii 
that of the tube lamps. The blue and green elements are less 
accentuated, and there is even a small amount of energy in tdbie 
red. Perhaps the most remarkable feature is the transparency 
of the quartz tube to ultra-violet light. In the long glass tubes 
of the Cooper Hewitt lamps the glass absorbs by far the grea/fcer 
part of these rays and converts them into heat. But th.eir 
presence in the quartz lamp has led to its being applied for 
certain special purposes—such as the destruction of bacteria, 
the sterilisation of water, etc. In Chapter VI. more will be sstid 
on the subject of these ultra-violet rays. It may be said thtat, 
when present in excess they appear to exert a powerful and 
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sometimes prejudicial action on the skin and the eyes. When 
the quartz tube is used, unscreened, for bacteriological re¬ 
searches, etc., care should therefore be taken to protect the 
eyes with suitable glasses. When the lamp is supplied for 
ordinary purposes of illumination it is commonly surrounded 
with an opalescent glass globe, which is regarded as a pro¬ 



tection against any possibly injurious 
effect of these rays. 

The Moore Vapour Tube Light . 
—The other line of development in 
vapour lamps started from the utilisa¬ 
tion of luminescent gases. It has, 
of course, long been known that 
gases become luminous when sub¬ 
jected to an electrical discharge in 
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Fig. 47.— A general view of Silica Fig. 47a. —Polar curve of light distribution 

quartz tube mercury-vapour lamp. from Silica lamp. 


a highly rarefied condition. The ordinary “ vacuum ” or Geissler 
tube, a familiar feature in popular lectures, is an example of 
the principle. The brightness of the light cast by such tubes 
is, under favourable conditions, quite considerable, and to Tesla 
and others the idea had early occurred that they might be made 
the basis of an efficient commercial illuminant. Naturally, a 
comparatively large area of tube would be necessary in order to 
give enough light. 

But it was soon found that the conditions within the tube 
did not remain constant, chiefly owing to the absorption of gas 
by the electrodes. Now, the light from such lamps is very 
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sensitive to small changes in the internal pressure, and means had 
therefore to be taken to ensure the nature and conditions of the 
gaseous contents being kept constant. It was at this point that 
the ingenuity of an American, Mr Macfarlane Moore, afforded the 
solution. 1 In the Moore system of lighting the essential feature 
is the introduction of a special valve which automatically admits 
gas into the tube as the supply becomes exhausted. In order 
to make the valve automatic it is controlled by an electro-magnet 
which raises or allows to fall a plunger, according as the current 
supplied to the tube increases or diminishes. The arrangement 
is stated to be very sensitive, since quite a small alteration in 
the gaseous conditions within the tube at once affects the 
conductivity. 

By the aid of this device the Moore tube is stated to continue 
giving out an undiminished light for thousands of hours, and 
some installations in the United States have already been in 
operation for some years. The illuminant thus consists of a tube, 
probably 30 to 40 feet or more long, which is filled with suitable 
gases at low pressure and receives current from a high-tension 
transformer. In the case of the installation carried out at the 
Savoy Hotel in this country some years ago, a pressure across the 
secondary of 12,000 volts was utilised. In order to secure such 
high pressures, a high voltage, and therefore an alternating 
current supply, is practically essential. This is perhaps one of 
the reasons why the system has not yet been largely employed 
in England. 

It has, however, been installed to a considerable extent in 
the United States, and more recently also in France and 
Germany. The length of tube used will naturally depend upon 
the dimensions of the room to be lighted. Very frequently the 
method is adopted of arranging the tube to follow the contour of 
the ceiling, the outline of the shop window, or even the arc in 
a church. In other cases (for example, in the lecture theatre 
at the Breslau technical school) a more complicated pattern is 
adopted with a view to getting more complete uniformity. The 
essential features of the lamp—the transformer, junction to tube, 
and valve—are shown in fig. 48, while fig. 49 is a photograph of 
an office illuminated in this way. 

The following data (which we have converted into English 
measures) are given for the output of energy necessary to 
illuminate various rooms :— 

1 Proc. Am. Inst of Elec. Eng., 1906. 
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Length of Tubes. 

Area Illuminated. 

Output of 
Transformer. 

feet. 

sq. feet. 

kilo-watts. 

40-60 

300-600 

2-00 

80-120 

800-1200 

2,75 

130-180 

1300-1800 

3-50 

190-220 

1900-2400 

4*50 


The low intrinsic brilliancy of the light (stated to be about 
1 to 2 c.p. per square inch) and the feeling of restfulness thus 
engendered are good features, and it is also claimed that an 




Fig. 48.—Details of Moore light. 


installation may be used for years without any attention or 
maintenance being necessary. It is difficult to give exact 
numerical figures for the candle-power and specific consumption 
of the source occupying such a large area. According to Fleming 1 
the specific consumption of the Savoy installation might be taken 
as about 1*8 watts per c.p., while Hyde and Woodwell, in the 
course of an investigation into a post-office lighted by this 
means, obtained the figure 2*4 watts per c.p. 2 Wedding appears 

1 IUum. Eng., London, vol. i., Jan. 1908, p. 19. 

2 Paper presented at the Annual Convention of the Illuminating Engineer¬ 
ing Society, U.S.A., Sept. 1909. 
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to confirm this figure approximately, judging the efficiency to be 
about the same as an installation of tantalum lamps. 1 Perhaps 
the best criterion as to its efficiency as compared with ordinary 
electric lighting is to be gained from the study of the illumina¬ 
tion produced in actual installations. Monaseh, 2 as a result of 
tests in the installation at the Berlin Palace of Ice, finds that a 
consumption of about 0*5 watt per lumen (i.e. watts per foot- 
candle per square foot illuminated) is obtained, measurements 



Fig. 49.—Office illuminated by tlie Moore light. 


being taken in a horizontal plane one metre from the floor. 
Hilpert, 3 in giving particulars of the installation at the Breslau 
Technische Hochschule, gives roughly the same figure. 

The above refers to the most usual form of tube containing 
nitrogen. The colour of the light is in this case somewhat 
pinkish. When, on the other hand, carbon dioxide is used, an 
extremely white light is obtained, which has been asserted to be, 
from a colour-matching standpoint, extremely close to daylight. 
Quite small and compact arrangements, comprising only a few 

1 Elektrot. Zeitschr ., May 19, 26, 1910. 

2 Elektrische Beleuchtung , part ii., 1910, p. 66. 

3 Elektrot. Zeitschr 2nd Nov. 1911. 










ELECTRIC LIGHTING. 


Ill 


feet of tube, have been devised for use over a restricted area, as 
a “ daylight window.” The imitation of white light, as usual, 
occasions a certain loss in efficiency, and the carbon dioxide tube 
appears to be less efficient in this respect than the nitrogen one. 
However, for the purpose for which the white light is mainly 
desired, a certain loss in efficiency will often be tolerated in view 
of the advantage of being able to carry on accurate colour¬ 
matching work by artificial light. As explained in Chapter V., 
the first installation of this kind in London 1 has just been carried 
out at a well-known hop merchant’s in the City. This is one other 
instance of the many trades in which accurate colour-matching 
is needful. According to some recent articles, 2 the possibilities of 
the Moore light can be considerably extended by introducing a 
spark gap into the secondary of the transformer, used with the 
Moore light so as to superimpose an extra high-tension discharge 
over the ordinary p.d. The nature of the wave form and the 
colour of the light can be modified in this way, and it is even 
possible that electrodes (acting like condensers) entirely outside 
the tube might be utilised. It is hoped that by this means the 
absorption of gas by the electrodes, and the consequent necessity 
for the special valve used with the Moore light, might be avoided. 

The Neon Tube .—The Moore tube, as remarked above, utilises 
either nitrogen or carbon dioxide. But more recently a striking 
development has been introduced by M. G. Claude, 3 namely, a 
tube illuminant making use of the rare gas neon. Such a 
lamp certainly presents a most interesting example of the rapidity 
with which science is now applied to practice. It is only a few 
years since Sir Wm. Ramsay succeeded in isolating from the 
atmosphere the rare gases—argon, helium, and neon. Argon 
may prove of value in the new “ half-watt ” incandescent lamps. 
Helium tubes have been developed in the United States by 
P. G. Nutting, with the idea of securing by this means a standard 
of light. And by using the gas neon it seems probable that a 
new and efficient commercial illuminant will be obtained. 

In his contribution on this subject M. Claude points out that 
gases differ very much in their power of emitting light when 
electrically excited. Nitrogen takes about 1*7 watts per c.p., 
carbon dioxide about 2, and hydrogen approximately 10 watts 
per candle. With neon,’ on the other hand, he has found it 

1 Ilium . Eng., London, Oct. 1912, p. 465. 

2 Zeit.f. Beleuchtungswesen, 30tli May 1913. 

3 Soc. Ini. des Llectriciens Bull., Nov. 1911, p. 505. 
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possible to secure a specific consumption of only 0*5 watt per 
candle. The dimensions of a tube necessary to give a certain 
candle-power, and consequently the voltage required from the 
transformer, are therefore considerably less than in the case of 
the Moore lamp. For example, he states that a tube 6 metres 
long requires only about 800 volts and gives about 900 c.p. The 
light produced is, approximately, 200 c.p. per metre, as compared 
with 50 c.p. per metre for the Moore lamp. 

It might, naturally, have been supposed that the fact of the 
tubes requiring to be filled with such a comparatively rare gas 
as neon would have been a great disadvantage. M. Claude, 
however, states that with his extracting apparatus 100 litres of 
neon can be obtained in a day, and that this would be enough for 
1000 tubes, each giving 1000 c.p. Perhaps the most interesting 
circumstances connected with the lamp is that it appears to be 
unnecessary to use an automatic valve of any kind to maintain 
the gaseous conditions in the tube constant. Such a valve is 
rendered necessary in the case of the Moore tube, largely because 
the gas tends to be absorbed by the electrodes. Neon has the 
advantage of being only very slightly absorbed, and by making 
the electrodes sufficiently large it is said that the tubes will 
continue to work satisfactorily for more than 1000 hours without 
any sign of deterioration. The neon spectrum is rich in the red 
and orange rays, and it has been suggested that the lamp might 
therefore be very effectively used in contrast to the mercury- 
vapour lamp for decorative purposes. By varying the self¬ 
inductance in series with the tube, the current consumption can 
be varied within wide limits, and this presents an economical 
and convenient way of adjusting the light. 

During a recent visit to the Continent, one of the writers 
had the privilege of inspecting one of these lamps at Laboratoire 
Central d’Electricite. It is certainly an interesting illuminant, 
and, if the claims made for it are justified by further experience, 
seems destined to be of considerable service for spectacular 
lighting. 

As regards the cost of electric lighting, the remarks made 
in connection with gas lighting in Chapter II. should be borne 
in mind, namely, that conventional tables on this subject have 
only a limited application in practice, owing to the variety of 
local circumstances to be considered. Readers may be referred 
to some exceptionally full data in Mr Maurice Solomon’s book 
on Electric Lamps (p. 294). 




CHAPTEE IV. 


OIL, PETROL-AIR GAS, AND ACETYLENE LIGHTING. 

Development of the Oil lamp—Effect of Variety of Petroleum, Chimney, Height of 
Liquid in Reservoir, etc. —Incandescent Oil Lighting—iUcohol and Liquid 
Gas—Petrol-air Gas Lighting—Advantages of “rich’’and “poor” Mixtures— 
Various Types of Plant and Motive-power—Defects to be avoided—Petrol-air 
Gas Burners—Opportunities of Petrol-air Gas Lighting—Acetylene, how- 
formed, early difficulties, generating apparatus—Acetylene Burners—Cinemato¬ 
graph Lamps and Incandescent Oxy-acetylene Lighting—Dissolved Acetylene 
—Special Uses of Acetylene for Emergency Lighting, in Navigation, etc.— 
Automatic Solar and Flash-light Valves. 

In the historical introduction in Chapter I. we traced the gradual 
development of gas and electric lighting, by which candles and 
oil lamps have been so largely superseded. Yet there are many 
occasions when these illuminants cannot conveniently be used, 
and there have come into being other and newer methods of 
lighting, such as acetylene and petrol-air gas, which are specially 
useful in remote country districts where gas and electricity are 
not available. 


Oil Lamps. 

We have seen how in past centuries the crusie oil lamps, 
burning coarse home-made oil, formed the usual method of 
domestic lighting. It was not until the discovery of petroleum 
in the United States midway through the nineteenth century 
that any very notable step forward was made. 

The modern petroleum lamp is a great help and by no means 
to be despised as an illuminant. The fact that as much as 
100 c.p. can be obtained by such simple means, and that the 
lamp itself contains fuel and does not have to be fed from a 
distance, are distinctly advantageous. Even in England there 
are, of course, many country houses and roads and small railway 
stations lighted quite effectually by this means, and it must 
not be forgotten that in less progressive countries the use of 
petroleum for lighting is much more general. The ordinary 

113 8 



114 


MODERN ILLUMINATING ENGINEERING. 


petroleum lamp, of course, needs a certain amount of care and 
attention, and it is often unjustifiably blamed for certain defects 
which are not inherent and can be avoided by suitable design. 
This question was the subject of discussion at the International 
Petroleum Congress held at Bucharest in 1907, when papers 
were presented by M. Aug. Pihan, Herr Proessdorf, and one of 
the authors. A resolution was moved subsequently asking 
that the Congress should study and decide upon a type of 
domestic lamp fulfilling the conditions of the greatest safety 
and highest efficiency; and this suggestion was formally 
adopted. 

This question of safety is indeed a very vital one to the 
success of oil lamps, and previous to this Congress many prizes 
had been offered for a lamp which would satisfy the required 
conditions, but without one being discovered that was 
considered worthy of the prize. 

It may also be pointed out that the design of any particular 
lamp must take into account the nature of the petroleum which 
is intended to be used with it. For instance, a lamp intended 
for American oil would not serve equally well for use with the 
Russian variety, nor, probably, would the type of chimney 
favouring the best conditions of combustion be the same in the 
two cases. The result of trying to burn a variety of petroleum 
different from that for which the lamp is designed will probably 
only lead to the production of incomplete combustion, a smoky 
flame, and a smell. 

Considerable difficulties have been experienced in preparing 
Roumanian oil in a condition such that it answers as well 
for illuminating purposes as the American and Russian 
varieties, but a recent process invented by Dr Edeleanu seems 
likely to be very useful in this respect. Dr Edeleanu found 
that the objectionable qualities from a lighting standpoint were 
caused by the presence of a certain proportion of “ closed chain ” 
aromatic unsaturated hydrocarbons, which are not removed by 
the ordinary processes of purification. By treatment with 
sulphur dioxide this objectionable ingredient can be removed, 
and the oil is then fit for purposes of illumination. It is 
expected that this process will also be of value in connection 
with the purification of qualities of petroleum found in Galicia, 
some parts of Russia, W. America, the Dutch Indies, and some 
parts of the British Dominions, which have hitherto proved 
unsuitable for liffhtins:. 

o o 
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Another point that is worthy of notice in connection with 
oil lamps was recently raised by M. Guiselin, 1 who has pointed 
out that the light of an oil lamp was affected by the quantity 
of oil in the reservoir. For example, after burning ten hours 
some lamps containing about half a litre were found to be 
giving only 70 per cent, of their candle-power when first lighted. 
This can readily be understood when we recall the influence of 
the level of oil on the capillary action of the wick. The user 
would therefore do well to keep the lamps well filled up, and 
it is scarcely necessary to add that the filling should be done 
with care owing to the inflammable nature of the oil. 

According to some figures given in Mr H. Fowler’s well- 
known paper on railway lighting, 2 it would appear that under 
the best conditions as much as 800 to 1000 c.p. hours can be 
obtained per gallon of petroleum. Monasch, however, points out 
that the figures usually quoted refer to the horizontal instead of 
the mean spherical candle-power of such lamps, and advocates 
that comparisons with other systems should be made on the 
basis of providing a certain illumination over a given area. 3 

In-candescent Oil Lighting. 

The great advance secured by using the incandescent mantle 
with coal-gas naturally suggested the application of the principle 
of incandescence to liquid fuels. It was recognised that if a 
liquid illuminant could be vaporised and mixed with air in the 
correct proportions, it might be utilised to heat an incandescent 
mantle to even greater brightness than that obtained from 
ordinary town gas. One of the first attempts to use petroleum 
in this way was that of Mr Arthur Kitson, which was described 
in the paper before the Royal Society of Arts in 1903. A 
paper on “The Illumination of Engineering Workshops,” read 
by Mr J. E. Evered of the United Kingdom Lighting Trust before 
the Manchester Association of Engineers on 25th January 1913, 
contains some interesting information on the incandescent oil 
systems. 

The essential elements are the lamp, the oil reservoir, and the 
tubing. The reservoir may either be connected immediately to 
the damp, or may be some distance away and connected by 
piping. It is filled one-third full of petroleum, and air is then 

1 Ilium. Eng., London, vol. i., March 1908. 

2 Institution of Mechanical Engineers, 1906. 

3 Elektrot. Zeitschr vol. xxxiii., 18th July 1912, p. 738. 
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pumped in until a pressure o£ 50 to 75 inches is obtained. 
When the valve is opened this pressure forces the oil through 
the piping to the lamp, and it is then admitted to a specially de¬ 
signed vaporising chamber. The vapour passes into the burner 
and brings the mantle to vivid incandescence. It will be noted 
that some means of starting this vaporisation is necessary. The 
initial lighting up of the lamp may be accomplished by igniting 

spirit, by a gas flame, or by 
electrical means, and the pro¬ 
cess should only require a 
few minutes. The lamp then 
continues to generate and 
burn oil vapour automati¬ 
cally. One of the latest types 
of these lamps is shown in 
fig. 50. 

Such lamps can be readily 
transferred from place to place, 
and are therefore of special 
use for emergency work in 
railway yards, erecting build¬ 
ings, road excavations, etc. 
On the other hand, the lights 
may be supplied from a central 
reservoir through pipes, and 
the space occupied is then 
remarkably small. For ex¬ 
ample, it is stated that a tank 
capable of giving 200,000 c.p.- 
hours only occupies 10 square 
feet—an area which would have to be considerably exceeded 
in order to accommodate an electric or gas-lighting plant of 
similar output. 

The latest form of lamp using inverted mantles is stated to 
burn for 100 to 150 hours without attention, and it is also 
claimed that with the larger types of lamps as much as 14,000 
c.p.-hours can be obtained from one gallon of oil. 

Another system, represented by the Blanchard lamps, 
utilises a self-contained lamp equipped with an inverted mantle, 
which is fed by paraffin vapour. It is claimed that one gallon 
of the quality of paraffin oil used in connection with this lamp 
will give an illuminating capacity of 18,000 c.p.-hours. An 



Fig. 50.— Self-contained £C Still’’incandes¬ 
cent oil lamp (United Kingdom Light¬ 
ing Trust). 

These lamps are stated to give 300 to 1200 c.p., 
and to burn from 200 to 300 hours without 
cleaning. 
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ingenious and interesting device used in this lamp is the method 
of registering the level of liquid in the vaporiser. This consists 
of a magnetic needle on the outside of the vessel, which is 
affected by a movable iron piece within the vessel, rising and 
falling with the level of the liquid. The discovery of the 
inverted mantle has been a great boon to such systems of 
lighting on account of its greater strength and power of with¬ 
standing shock. It is also 
capable of greater adapta¬ 
bility, lamps yielding from 
75 to several thousand c.p. 
being available. 

Yet another form of 
lamp using liquid fuel is the 
Petrolite lamp, in which air 
is sucked through a porous 
material impregnated with 
suitable hydrocarbons, a 
draught being secured by 
the use of an exceptionally 
long chimney. An advan¬ 
tage claimed for this lamp 
is its safety. In spite of 
the high flame temperature 
necessary to bring the 
mantle to incandescence, the 
temperature of the lamp is 
stated to be actually lower 
than that of the surround¬ 
ing air, and it is claimed 
that the lamp, if overturned, immediately becomes extinguished. 

The lamp has been subjected to a variety of tests by 
Prof. J. T. Morris, who finds that a light of 40 c.p. is obtained 
by burning 1-| ozs. of hydrocarbon per hour. 

Incandescent oil lighting is widely employed for lighthouses, 
especially in remote situations, where a self-contained illuminant, 
not requiring excessive attention, is needed. It may also be 
applied to the solution of many new problems now arising in 
connection with aviation and the designs of signals for the 
guidance of aerial traffic. 1 

1 Klebert, “ Leuchlfener fiir den See nnd Luftverkehr/ 5 Jour.f. Gasbeleuch- 
tung, 28th March 1914 ; Zeitschr.f. Beleuchtungswesen, 28th Feb. 1914. 



Fig. 51.—Blanchard incandescent paraffin 
lamp, commercial form. 
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Alcohol axd other Self-contained Lamps. 

Before leaving the class of self-contained lamps, some 
mention may he made of those using alcohol. A sketch of 
a typical lamp of this kind, taken from an interesting little book 
recently published in Germany, 1 is given in fig. 52. Alcohol 
has several advantages as an incandescent illuminant. Unlike 

petrol and petroleum, which 
consist in a mixture of some¬ 
what uncertain composition 
of various hydrocarbons of 
different specific gravity, 
alcohol has a constant com¬ 
position, consisting of liquid 
of the formula C 2 H 5 OH. 
This, theoretically, should 
make it easier to produce a 
perfect type of burner, and to 
secure complete combustion. 
In addition, alcohol is ad¬ 
mittedly not a very inflam¬ 
mable liquid, and does not 
vaporise so readily; it has 
also the property of mixing 
with water, and is therefore 
readily extinguished by water. 
In many countries, again, 
there is no natural oil supply ; 
but, on the other hand, the 
agricultural possibilities of 
the locality make it an easier 

matter to secure a supply of 

Fig. 52.—Alcohol incandescent lamp, i i p • 

with wick. alcohol tor illumination. 

There are also a number 
of special systems of liquid fuel, such as Blaugas, Pintschgas, 
Wolf gas, 2 etc., which at one time had a considerable vogue fox- 
lighting railway carriages. In these systems various hydro¬ 
carbons are compressed and stored in cylinders, which can then 

1 W. Briisch, Die Beleuchtungswesen der Gegenwart. 

Ilium. Eng., vol. i., 1908, p. 681 ; B. Monasch, Licht und Lccmpe , 
24th Nov. 1912 ; A. Neuburger, Licht und Lampe, 4th July 1912; “ Pintsch 
High-pressure Gas, 5J Jour, of Gas Lighting, 6th Feb. 1912, etc. 
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be carried about to any desired destination. Some of the gases 
are credited with a very high calorific value, but it would seem 
that their use is more suitable in those cases in which portability 
is essential, and such illuminants as gas and electricity are not 
available, or only obtainable at prohibitive prices. 

Petrol-air Gas Lighting. 

We have next to consider two other systems of lighting— 
petrol-air gas lighting and acetylene—that have made great 
progress in recent years. These systems may be said to occupy 
an intermediate position between the methods of lighting by 
individual self-contained sources (oil lamps, candles, etc.) and 
gas and electricity, which are distributed from a central supply. 

Petrol-air gas consists simply of air, to which has been added 
a small percentage of petrol vapour. The air-gas is generated 
by a small automatic plant, conveniently kept in a small outhouse, 
and it can then be led into houses and distributed by piping to 
incandescent burners in the same way as coal-gas. It will be 
observed that liquid does not exist in the pipes of the house, but 
only in the form of diluted vapour, in which the percentage of 
petrol present is invariably small (li to 6 per cent.). The 
success of the system is, however, entirely dependent on the 
choice of a suitable plant. There are said to be from 30 to 50 
different types on the market in London alone. 

Petrol-air Gas Plant .—The essential elements in any plant 
of this kind are a carburettor, in which the desired mixture of 
petrol vapour and air is produced ; a holder, in which the gas is 
stored, and a compressor for the purpose of driving this gas 
through the pipes. The motive power may be supplied by a 
falling weight, hot-air engine, or water-power. The falling 
weight has the great advantage of simplicity. So long as the 
weights are off the ground the plant will continue to act and 
maintain the supply of gas, and a light is therefore available at 
any time during the night. 

A hot-air engine occupies less space, is usually somewhat 
cheaper, and is more conveniently transferred from place to place. 
On the other hand, it requires a little attention to start it going. 
It is usually stopped during the night-time, in order to save the 
expense of continuous running, and in these circumstances a light 
cannot be obtained for any lengthy period without starting the 
engine, or by using a gas-holder of considerable size. 
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Water-power lias advantages, but consumers are frequently 
debarred from using the mains direct, and it is unusual for any 
large quantity of stored water to be available. 

A great deal of controversy has taken place on the respective 
advantages of “ poor ” and “ rich ” mixtures. It should be 
remembered, however, that even a so-called “rich” mixture is 
really very diluted and will hardly contain more than 6 per cent, 
of petrol. Mr E. Seott-Snell strongly advocates the use of such 
a mixture, 1 as being safer and enabling smaller pipes to be used. 

On the other hand, some makers claim that with a “poor” 
gas (H to 2 per cent, petrol) a higher efficiency will be obtained 
at the burner. 

Some makers, while recognising the desirability of keeping 
outside the explosive range, contend that 5 to 6 per cent, of petrol 
is a needlessly high proportion. There are also some who prefer 
an intermediate grade of gas (2f to 4£ per cent.) or who claim that 
their plant can be adjusted to give either a “rich” or a “poor” 
mixture as may be desired; for example, if the plant is intended 
for lighting purposes only, a 2 per cent, mixture is used ; but for 
heating the value may be raised to 4i per cent, or more. There 
are at the present time a great variety of petrol-air gas machines 
on the market. We must confine ourselves to describing one 
typical example, and in fig. 53 have reproduced a general view 
of the “ County ” plant. 

From the diagram (fig. 53a) it will he noticed that the plant consists ' 
essentially of two hells which work in water seals. One bell is recipro¬ 
cated by means of mechanism worked by the wound-up weight, and 
functions as an air-pump, taking in at each up stroke a given volume of 
air through the valve (T), and subsequently forcing this air down the pipe 
(K) into the other bell, and passing in en route through a carburettor (I). 
Attached to this air-pumping hell is a petrol-pump (G), in such a manner 
that at every stroke of the air hell there is a corresponding stroke of the 
petrol-pump. The petrol-pump discharges a measured amount of petrol 
through the pipe (P) into the carburettor, and this is evaporated by the 
measured air as it passes over it. The resulting gas fills the larger hell, 
which acts as a governor, maintaining the pressure in the piping system 
constant, and also regulating the action of the pumps; for when it is 
filled above a certain point, it operates a brake, which stops the air- and 
petrol-pumps from working. The gas is delivered for use through the 
central pipe (N). 

There are one or two features in connection with the plant to which 
attention may be directed. It is claimed that the amount of air and the 


1 Ilium. Eng ., London, Feb. 1913. See also Paper read before the Society 
of Engineers, 6th March 1911. 




.Fig. 53a.—C ounty petrol-air gas plant; sectional view. 

(T, air inlet; a, petrol-pump; I. carburettor; N, gas outlet; P, inlet pipe.) 
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amount of petrol supplied by a single stroke of the smaller bell are 
absolutely constant and definite; and that the charge of air always passes 
over its complementary charge of petrol at the same velocity, so that 
a gas of uniform mixture is supplied, no matter at what rate the demand 
may vary. Consequently the proportions of air and petrol vapour should 
be the same whether the machine only provides enough gas to make the 
small bell operate once a day, or is working up to its full capacity. 
This follows because a single stroke admits a volume of air fixed by the 
capacity of the bell, and a volume of petrol fixed by the capacity of the 
pump. An important point in the design of the plant is that all working 
parts are fully exposed to view, and immediately accessible. 

The County plant utilises a comparatively rich mixture of 
6 per cent, petrol and 94 per cent. air. The advantages claimed 
for this mixture, as regards safety, etc., have been alluded to 
above. 

A good petrol-air gas plant should be absolutely automatic 
in action. Once it is started it should continue to generate gas 
of a uniform composition independent of the load or the external 
temperature, and should require practically no attention from 
the consumer beyond occasionally filling the petrol tank or 
winding up the weights. In many of the early machines this 
was far from being the case. For example, the quality of gas 
produced varied with the number of lights turned on, and the 
light suffered accordingly. This was sometimes due to the use 
of piping that was too small, and sometimes to defective car- 
buretting. In the best modern machines the surface of petrol 
presented to a given surface of air in a certain time is maintained 
constant, with a view to producing a mixture of invariable 
composition. 

Variations in the quality of gas generated may also arise 
through the use of an unsuitable variety of petrol, containing 
constituents which are sometimes present as vapour, but, when 
the temperature is lower, condense and play no active part. 

Another defect that occasionally reveals itself in the inferior 
plants is the tendency to condensation of petrol in the pipes 
during cold weather—a condition which, besides interfering with 
the operation of the plant, may be a source of considerable 
danger. This fault may be due to the use of an unduly heavy 
petrol, the denser constituents of which deposit at a low tempera¬ 
ture. Objection has been raised to methods of carburation in¬ 
volving the use of heat, the suggestion being that this practice 
may lead to the emission of a warm mixture containing 
hydrocarbons in suspension such as are not readily volatile at 
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winter temperatures. On a frosty evening these may condense 
in the relatively cool pipes. 

Burners and Candle-power. —The incandescent burners used 
with petrol-air gas have to be specially designed for the purpose, 
the chief distinction from those used with coal-gas being that a 
considerably larger nipple is used; this is a distinct advantage, 
as such burners are naturally less liable to become choked with 
dust. The ideal type of burner depends on the composition of 
the gas; a burner intended for a rich mixture might not answer 
equally well with a poor one, and vice versa , although the ad¬ 
justment of the air supply provides a certain latitude in this 
respect. 

The fact of such large proportion of air being admitted 
through the pipes is favourable to complete combustion. Even 
at the low pressure of about 1| inches customary in petrol-air 
gas lighting, conditions approaching those characteristic of high- 
pressure gas lighting are obtained. A mantle of a given size 
should therefore in general have a higher intrinsic brilliancy 
than the same mantle employed with low-pressure coal-gas. 

The Bijou type of inverted burners are very widely used for 
petrol-air gas lighting. The candle-power obtainable is variously 
stated by different manufacturers. Probably as much as TO to 80 
c.p. may be obtained from a new mantle under favourable con¬ 
ditions ; but a mantle that has been in actual use for some time 
will more frequently Tbe found to be yielding 40 to 50 c.p. 

Such burners are stated to consume about T -J- 7 of a gallon of 
petrol with the County plant, and it is possible that in favour¬ 
able circumstances more economical results would often be 
obtained. 

Burners having a smaller consumption than the above are 
occasionally used, but are stated to be less efficient in operation. 

In conclusion it may be remarked that the type of plant 
should be selected judiciously. In country-house lighting 
particularly the machine should work automatically, requiring 
little or no adjustment. Expert assistance is often only obtain¬ 
able from a considerable distance, should anything go wrong, 
and the plant will in general be attended to by people with little 
mechanical skill. The essential advantage claimed for petrol- 
air gas lighting is that the light is available at any time, 
just like gas or electricity. This is only possible in the case 
of a well-designed plant, and as there are at present about 40 



124 


MODERN ILLUMINATING ENGINEERING. 


to 50 different varieties on the market, some good but others 
quite the reverse, there is evidently need for discrimination. 

It is interesting to note that a Petrol-air Gas Association 
has recently been formed in London, and no doubt its influence 
will be beneficial in promoting a more uniform standard of 
quality in the machines available. 


Acetylene Lighting. 


Acetylene has now become quite a familiar method of light¬ 
ing, and many early difficulties against which it had to contend 
have been removed. 

Acetylene gas was known to Sir Humphrey Davy as far back 
as 1836. Subsequently, in 1866, Berthelot, the great French 
chemist, interested himself in the subject. But it was not until 
about 1892, when Moissan described the manufacture of calcium 
carbide from a mixture of lime and carbon in the electric furnace, 
that acetylene came to be made on a practical scale. The 
discovery of the electro-chemical production of carbide was made 
practically simultaneously by Thomas Wilson in the United 
States and work in the same direction was carried out by the 
late Mr Worth in this country. 

The change that takes place in the electric furnace may be 
approximately represented thus:— 


CaO + 3C 
Lime. Carbon. 


CaC 2 

Calcium 

Carbide. 


co. 

Carbon 

Monoxide. 


Acetylene, as is well known, is generated immediately water 
is brought in contact with calcium«carbide according to the 
following relation:— 


CaC 2 

Calcium 

Carbide. 


H 2 0 = CaO -f Co Ho. 

Water. Lime. Acetylene. 


Curiously enough, water, besides being necessary for its 
decomposition, is also indirectly responsible for the making of 
carbide. For the manufacture of carbide in large quantities 
demands cheap electrical energy, and is "therefore most 
readily undertaken in countries where cheap water-power 
is available. 

After the discoveries alluded to above, acetylene gas soon 
came to be known and used to some extent. But many early 
defects were only overcome by dogged perseverance. The gas 
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could not at first be obtained in a state of purity. The impurities 
contained were apt to cause the formation of a light “ haze ” or 
mist, and this effect was at one time quite a usual phenomenon 
in rooms in which acetylene was burned. Moreover, the range 
of mixtures with air over which explosion is possible is a wide 
one in the case of acetylene, and in the early forms of generating 
plant sufficient care was not always taken to avoid these 
conditions. 

At the present time careful purification has removed these 
defects. It is now recognised as an essential feature that the 
generator should be kept cool, thus avoiding the tendency 
towards polymerisation. To-day it is possible to burn acetylene 
safely and without smell. Indeed it is said that the gas might 
be rendered absolutely odourless were it not that this might be 
a source of danger, owing to the fact that a leak might escape 
detection in its early stages. 

Generating Apparatus .—To attempt any detailed description 
of acetylene generators would be without the scope of this work, 
and readers may be referred to several able treatises on the 
subject. 1 

Generators may be divided into two classes, “ carbide to 
water ” or “ water to carbide ”; these groups may be further 
subdivided into automatic and non-automatic. 

At the present time many different types of generators 
are in use. In general, the application of water to carbide is 
preferred, especially in the case of automatic apparatus, mainly 
because the admission of water is so easy to control. Many 
small portable lamps and headlights for cycles and motor 
cars, etc., come under this heading. Automatic plants are 
now preferred for sustained lighting on a large scale; the 
water to carbide method is almost invariably used with 
this type of plant, owing to the certainty of action and to 
recent improvements in methods of purification. 

An acetylene plant consists of the following constituent 
parts:— 

(1) The Generator 'proper contains the carbide, and is divided into 
compartments in such a way that the charge in one compartment is 
exhausted before water is admitted to the next. In this way it is easy 


1 Acetylene , its Generation and Use , by F. H. Leeds and V. J. A. Butterfield ; 
Das Acetylen, by J- H. Vogel; Annuaire International de VAcetylene, R. Granjon 
and P. Rosenberg. 
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to ascertain on inspection how much gas is still obtainable. In modern 
installations it is customary to provide two duplicate generators, either 
of which can be put into action by merely turning a tap. In this way 



Fig. 54.—An “Imperial” acetylene 
generator, general view. 


(4) The Gasholder serves to collect 
the washer from the generator. 


it is possible m an emergency 
to continue supplying gas from 
one generator while the other is 
being attended to and recharged. 

(2) The Washer , which con¬ 
sists essentially of a piece of 
apparatus, forming as a rule the 
lower part of the generator, 
through which the gas is caused 
to pass on its way to the gas¬ 
holder, and is “scrubbed” and 
partially purified in doing so. 

(3) The Water-supply Tank, 
containing the water fed to the 
carbide. This is automatically 
controlled by the aid of a piston 
actuated by a projection in the 
gasholder, which, in its descent, 
is automatically caused to admit 
more water as the supply of gas 
begins to get exhausted, or by any 
other appropriate mechanical 
device. 

the gas when it comes through 
storing the gas and cooling it 



Fig. 54a. —An “ Imperial” acetylene generator, sectional view. 


after its treatment by water in the washer, the gasholder serves to 
regulate the pressure of the gas supplied to the house. 

(5) The Drier and Purifier is placed between the gasholder and the 
pipes, and serves to dry and thoroughly remove the last traces of phos¬ 
phorated hydrogen and other impurities that may still remain in the 
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gas after leaving the gasholder. After passing through this apparatus 
the acetylene is fit for actual use. 

The general nature of a modern acetylene plant will be understood 
from figs. The principal parts are A, generator ; B, washer; C, holder; 
D, purifier. When the plant is in action water flows from the tank (E) 
into the generator (A) through the valve (TJ). The acetylene produced 
passes through the washer (B) into the bell at C, causing it to rise. 

When the holder is about half full the control tap is automatically 
turned off and no more gas generated. As the gas is used up the bell 
falls and turns on the tap again, so that gas is generated once more. 
This automatic action continues until the carbide is exhausted. Mean¬ 
time the gas stored in the holder passes out into the purifier (D) prelim¬ 
inary to consumption. 

Lt will be observed that two “twin 55 generators are shown. If 
necessary one of these can be charged while the other is still in operation. 
One of the taps (W) would then be closed, putting this corresponding 
generator out of action. The cover of the generator would then be 
removed, the sludge run off through the cock (G), and the interior cleaned 
out, and a fresh charge of carbide inserted. The drain pipes (S, S, S) 
serve to run off any accumulated water. 

An additional modern development worthy of mention is the 
use of briquettes, which are composed of granular carbide com¬ 
pressed into cakes and covered with some inactive binding 
material. It is claimed for such briquettes that they only evolve 
acetylene when in actual contact with water, and when with¬ 
drawn immediately cease to do so. They are therefore useful in 
avoiding the tendency to “after-gassing” (i.e. the gradual 
liberation of gas after the generator has been turned off). 

In addition they are said to be non-hydroscopic, and therefore 
do not require to be stored in sealed tins to avoid deterioration, 
as is the case with, ordinary carbide. This special granular 
carbide is conveniently used for motor-car headlights, portable 
table-lamps, and other small generators of the non-automatic 
type; it is, however, naturally somewhat more expensive than 
the ordinary variety. 

The piping necessary for acetylene gas will usually be 
considerably smaller than that required for coal-gas. Consumers 
may be advised to secure the very best workmanship in the 
entire installation. Acetylene, like petrol-air gas, is used to a 
great extent in remote situations, where expert assistance is not 
readily available. A cheap and inferior installation may be a 
constant source of trouble and annoyance. Many reputable 
firms will undertake to execute any repairs within a given 
period after installation, thus making themselves responsible for 
the plant being in good order. 
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Burners .—An interesting comparison may be drawn between 
the burners used for petrol-air gas and acetylene respectively. 
For petrol-air gas much larger burner apertures must be used 
than in the case of coal-gas. For acetylene gas the exact con¬ 
trary is the case. Owing to its high illuminating power the 
aperture in the burners must be exceedingly small, and this 
proved a difficulty in the early stages of acetylene lighting. The 
burners readily became stopped up and required constant 
cleaning. 

This sooting effect was due largely to impurities in the 
gas, as well as imperfect design of the burner. The introduction 
of steatite in place of metal was a great improvement. Modern 
types of burners should last for years. The form most usually 



Fig. 55.—Bray Elta twin burner. Fig. 56.—Roni burner 

(Has 2 jets impinging on one another.) (with slot). 

employed is the “ cross jet,” the two flames playing on one 
another at an angle. This arrangement is conducive to high 
temperature and improved efficiency, and is also said to assist in 
preventing sooting of the burner. On the other hand, this form 
is not always best for searchlight and projector work when the 
flame is near to polished glass surfaces. For, if one of the 
jets becomes stopped up, the flame from the other one may shoot 
out and impinge upon the glass surface, causing it to crack. 
For this class of work burners of the Roni type, consisting of a 
single fairly big slot-aperture, are therefore preferred to those 
having cross jets. They are less likely to get choked up. 

The ordinary range of consumption of acetylene burners is 
from l to 1 cubic foot of gas per hour, the usual pressure being 
about 4 inches. The efficiency obtainable is variously stated, but 
may be taken at about 25 to 30 candle-hours per cubic foot. (It 
should be noted that this figure presumably refers to the intensity 
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in a horizontal direction.) One may expect to obtain roughly 5 
cubic feet of gas per lb. of carbide. 

Acetylene, being burned as a luminous flame, has the advan¬ 
tage—somewhat exceptional in these days of incandescent 
illurninants—of being readily controllable at the tap, so that a 
wide range in candle-power can be attained. Attempts have 
been made to use the gas with incandescent burners, but it is 
doubtful whether much, has yet been gained in this way. An 


efficiency as high as 100 c.p. per cubic foot 
is said to have been obtained, but the small 
apertures used in the burners are liable to 
become stopped and give trouble. 

The incandescent method, however, 
appears to have distinct advantages for 
cinematograph work, when an oxy-acetylene 




Fig. 57. —New oxy-acetylene projector lamp, using Fig. 5S. —Acetylene flare 

about 7 cubic feet per hour of a mixture of light and generator, 

oxygen and acetylene. 

At a distance of IS feet this gave over 1000 c.p., and the 
light, being concentrated over a small area, is convenient 
from an optical standpoint. ~ "7 

flame can be concentrated on a small but by no means fragile 
pellet of refractory material. Mr C. Hoddle, in his recent 
paper before the Illuminating Engineering Society, 1 gave his 
experiences with this new light. The disc on which the flame 
plays is only 22 mm. in diameter, and the fact of the light 
being concentrated within such a small area is naturally advan¬ 
tageous for optical work. With such a lamp, consuming 7 cubic 
feet per hour of a 50 per cent, mixture of acetylene and 
oxygen, an equivalent candle-power over 1000 was stated to 
be obtained. 

When lamps of high candle-power are desired (e.g. in light¬ 
ing railway stations) it may be necessary to employ a cluster of 
1 Ilium. Eng.j London, vol. vi., Feb. 1913, p. 67. 


9 
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burners each consuming \ to 1 cubic foot of acetylene. For 
emergency or spectacular lighting acetylene “ flares are often 
convenient. A flare consists simply of a portable generator con¬ 
nected by a large burner equipped with an approximately para¬ 
bolic reflector, so as to throw the light strongly in one direction. 
The generator, when fully charged, should supply a light for six 
hours, consuming about 12 lbs. of carbide while doing so. It is 
difficult to give the value of the light from an arrangement 
of this description with any precision, but it is stated to give 
about 1000 c.p. As a rough rule for spectacular lighting, Mr 
Hoddle suggests employing about four flares for every 1000 
square feet to be illuminated. 

Dissolved Acetylene .—Very early in the history of acetylene 



Fie. 59. —Typicahdissolved acetylene outfit (suitable for motor cars, etc.). 

attempts were made to store the gas under pressure. But con¬ 
siderable difficulty was experienced in making the process 
entirely safe. Eventually the problem was solved by the aid 
of the organic liquid acetone, which possesses the remarkable 
faculty of dissolving about 240 times its own volume of acety¬ 
lene at a pressure of 10 atmospheres and a temperature of 
15 degrees. A vessel of acetone, saturated with acetylene 
at this comparatively low and safe pressure, will therefore 
liberate 216 times its own volume when the pressure is reduced 
to the ordinary atmospheric value. 

Dissolved acetylene outfits have a number of important 
applications. They are used in connection with oxy-acetylene 
welding, for motor-car headlights, and for the illumination of 
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motor buses. In the United States they have also been used to 
some extent for train lighting. There are also possibilities for 
its use for cinematograph work in connection with the new oxy- 
acetylene incandescent projector lamp referred to above. It 
is, however, desirable that the films used with such apparatus 
should be of a non-inflammable type. 

The convenience of dissolved acetylene for emergency light- 



Fig. 60.—Showing portable acetylene flares in use for illuminating 
a building in course of construction. 


ing is evident. One has only to connect the cylinder and 
release the pressure. After use the cylinder can be readily 
removed to be filled again, a charged one being substituted. 
The smallest size of cylinder in general use will store about 6 
cubic feet of acetylene, the cylinder being about 1 foot long and 
4 inches in diameter. Larger cylinders containing up to 100 
cubic feet are also available. 

Special Uses of Acetylene .—Acetylene is employed in much 
the same circumstances as petrol-air gas lighting, e.g. in country 
houses and remote districts where gas and electricity are not 
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available. In fact, the two illuminants are keen rivals i 1 
field of illumination. 

There are also many special uses for acetylene, arising 
the ease with which a powerful light can be produced a f 
notice. An instance is afforded by the use of acetylene 
for night construction work. In the erection of building 
mending of roads, etc., such flares are very convenient a t 1 
widely used. Occasions also arise when, owing to the t* 
of the regular illuminant, emergency lighting is neede# F 
here again the portable acetylene genera.t * * 
proved its value. For example, it has ben * 
for emergency lighting at special fetes in eh * 1 
and for country fairs, and it was recently cm j 4 
at the Pantheon in Paris on the occasion » d 
Rousseau centenary. Neither gas nor el eel « 
has been led into the building, and it was ;* 
ently only at the last moment that the auth* 1 
remembered that there were no arrangement 
artificial light. Fortunately, the situation 

saved by the use of acetylene flares. 

Acetylene, and other self-contained ilium j * > 
would seem to have special fields of utility in 
time, when troops moving by night have to d** 
on their own resources for illumination. P**r 
flares and lamps would be valuable for fieh I 
Fig. 61.— Aga pitals, tent-lighting, and for searching out 
(Dalen) sun valve. woun( j e( j on the field of battle. It might 

prove of use for aeroplane searchlights, where the douii 
factor is the amount of light (lumen-hours) available for a i, 
weight of apparatus. 

But perhaps the best example of the special uses of acn j 
is its employment in navigation for the lighting of bu< n 
beacons. Canada, Sweden, the United States, and other con i j 
having an extensive and irregular coast-line make constaii 1 
of acetylene in their mercantile marine. Canada especially 
used it very largely for the buoys on her great rivers. 1 1 
and beacons in remote situations may be charged, light*"! i 
and left alone for months at a time and continue to I’m 
their light unattended. 

Through the genius of Mr Gustav Dalen of Stockholm ? 
most valuable automatic 'devices for controlling the light | 
these buoys have been contrived. The Dalen sun valv* * 
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example, automatically arranges For Urn light to lie furnished 
during* the night-time, hut entirely extinguished (with (he 
exception of a small by-pass) during the day. The working 
of this device is based on the unequal (expansion of two sets of 
rods, one of which is coated hlack and thereFore absorbs a,II 
solar radiation, while the other is highly polished and reflects 
it. During tint daytime there is a difference in tempera,tore, 
and hence unequal (expansion in the*, rods; this closes the valve. 



Fra. 62.* (I)alenj (l;ish-li#!d valve. 

(«»h uhUth by meuiiH of pipe nhown at, left, hand hide, amt Miroiudi 
the regulating valve, a portion panning to tlu: pilot-burner through the 
hy-paKH channel. 

Gm entering the flasher distends tin* diaphragm, which then exerts a 
pull upon tho magnetised valve tongue, shown in section, covering Un- 
exit, to the main burner. 

When the downward pull of the diaphragm finally drawn the vul w 
tongue away from the mouth of tin* gab exit, the gnu eueapiv to tin* 
mam hurner, and the diaphragm returns to it,H normal position when 
all the gas is discharged. The valve then recovers tlu* exit mid t lie eyrie 
is repeated. 

'Hie rate of flow of gun into the flasher is regulated hy the valve in 
the admission passage, and the length of ht.roke in the diaphragm (which 
is exceedingly small) is ad justed hy means of the screw panning through 
the centre of the diajihragm. 


leaving only the small by-pass burning. During the night, 
however, the temperature of hoth sets of rods remains the same, 
and under these conditions the light is kepi on. Naturally this 
arrangement enables a very substantial saving in gas to he 
made and extends the period oi time- be!ore recharging is 
necessary. 

Another ingenious automatic device depends on (la* How of 
gas into a measured vessel. At a certain pressure all yas except 
that (lowing through the by-pass is cut ofl, hul, is readmitfed 
alter a certain interval. An automatic Hashing light is (1ms 
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obtained, and the periods of brightness and darkness can be 
readily adjusted. This enables a considerable saving of gas to 
be made. For instance, a flash of a duration of one-third of a 
second every third second would lead to a saving of 90 pei cent. 
Yet the value of the light for signalling purposes would not 
be impaired thereby. It is well known that an intermittent 
light, besides being readily identified by the period of the 
flashes, can frequently be seen at a further distance than a 
steady one. 

Experiments with these ingenious flashing acetylene lights 
have been made on the Swedish State railways. Apart from 
the natural advantages of acetylene for signal lighting, it is 
claimed that the flashing method is a valuable additional means 
of distinction on the complicated multiple lines, where all the 
available colours have already been utilised. For example, the 
main-line signals may be readily distinguished by the fact of 
their flashing, while the others are burning continuously; it is 
claimed that for high-speed traffic this is often a better means 
of distinction than difference in colour would be. 

Quite recently the Road Board have been experimenting in 
London with flashing signs of this kind. It has been suggested 
that they might advantageously be used to indicate crossings, 
obstructions in the roadway, sudden turns, etc., and would have 
the merit of being readily visible by night. The use of acety¬ 
lene for illuminating sign-posts has also been debated. For 
country roads some form of self-contained illuminant is of 
course desirable, and the acetylene equipment would probably 
only require renewal at intervals of a few weeks. The main¬ 
tenance of such signals could doubtless be attended by the 
R.A.C. scouts who already patrol the roads in the respective 
districts. 

In 1912 Gustav Dalen was awarded a Nobel prize in 
recognition of his work in connection with maritime signals. 
It is sad to relate that an accident has since deprived him of 
his eyesight; that light is now withheld from one whose life- 
work consisted in giving light to others. 




CHAPTER V. 


ILLUMINATION AND TIIE EYE. 

Construction of the Human Eye—Analogy with a Camera and Photographic Plate- 
Amount of Illumination necessary to see Detail, and to perceive Light and 
Shade—“Glare ” and Violent Contrast, and their Avoidance—Intrinsic Brilliancy 
of Illuminants—Weber’s Rules for avoiding Glare—Reflection from Shiny Paper 
—Effect of Colour on Acuteness of Vision—Physiological Effects of Coloured 
Light—Influence of Invisible Radiation—Ultra-Violet Rays—Light and General 
Hygiene—Conclusion. 

In previous chapters we have considered the existing methods 
of producing light by means of gas, oil, acetylene, electricity, etc. 
On modern illuminants, as we have seen, a great deal of skill 
and ingenuity has been expended and remarkable advances have 
been made. But it is a little curious to observe how little con¬ 
sideration, relatively, has been paid to the effect on the eye of 
the light we have been at such pains to produce. 

For, after all, it is through the eye that all our impressions 
on illumination are received. A method of lighting which 
strikes the eye as distasteful and unpleasant will always be 
considered unsatisfactory, however efficient as regards mere 
creation of brightness and economy in energy consumption it 
may he. In short, it is to the eye that the ultimate appeal in 
illuminating engineering must always be made. 


The Construction of the Eye. 

Seeing that the behaviour of the eye is so important in light¬ 
ing matters, it may be well to give a brief sketch of its construc¬ 
tion. An analogy has often been drawn between the action of 
the eye and that of a photographic camera. In both cases we 
have two distinct appliances to consider, the optical system by 
which the light is collected and directed, and the sensitive 
surface on which the image is received and the impressions 
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recorded, only in the case of the eye both these appliances are 
of a much more delicate and complicated nature. 1 


Fig. 63 will perhaps serve to show in section the general nature of 
the eye. The light entering it passes first through a transparent curved 
surface known as the cornea, C. It must then pass through a series of 
three transparent refracting elements, L p L 2 , and L 3 . Of these, L 2 is 
known as the crystalline lens, and is composed of transparent horny 
material. On either side of it are refracting media of a less solid nature. 
L x is an anterior chamber filled with transparent aqueous material, L 3 a 
chamber filled with gelatinous material, also transparent. These three 
media together form a complex lens system whose function it is to form 

G an image on the sensitive 

layer, the retina, at the back 
of the eye. The construc¬ 
tion of these retinal layers 
is extremely complex, and 
readers who desire fuller 
particulars may he recom¬ 
mended to study one of 
the many available physio¬ 
logical treatises on the eye. 
One of the most interesting 
features is the layer of 
minute light - percipient 
organs known as the rods 
Fig. 63 .—Diagram of the eye. and cones. These terminate 

O. Optic nerve and “blind spot.” L 2) Crystalline lens, hi U series of delicate fibres 
C. Cornea L h Vitreous hum our. and cells by which tllC 

11, Ins diaphragm. R. JEtetma. . - J . . , . 

Lx, Aqueous humour. Y. Yellow spot. retina proper is brought 

into connection with the 


nervous system. In among the rods (and also, according to some 
authorities, among the cones) there flows a pigment known as the visual 
purple. This is bleached by light, and evidently plays an important 
part in responding photochemically to the luminous image received on 
the retina, creating the impression which is ultimately telegraphed to 
the brain. 


It will be seen that the purely optical system of the eye is 
of a complicated nature. It has the additional advantage 
over the camera lens of being adjustable, so that it can focus 
both near and distant objects. This is accomplished by the 
ciliary muscles attached to the lens, the tension of which can be 
increased or relaxed, so that the lens assumes a thinner or more 
bulgy form according as its focus requires to be lengthened or 
shortened. This effort is termed accommodation. The ordinary 

1 See also “The Physiological Aspects of Illuminating Engineering, 53 by 
Dr P. W. Cobh, Lecture. s* on Illuminating Engineering , vol. ii. p. 527, Johns 
Hopkins "University, Baltimore, 1911. 
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, besides being able to see distant objects clearly, can also 
ust itself so as to obtain a clear image of objects at distances 
less than about 10 inches—by means of a temporary severe 
•rt sometimes for even smaller distances. Some people, liow- 
r, are unable to make the effort required to focus near objects, 
L are then said to be “long-sighted, 55 a condition commonly 
b with in old age. Others can see near objects clearly, but are 
ible to distinguish distant ones, and they are then said to be 
Lort-sighted. 55 There are other lens defects, such as astigma- 
n, which interfere with clear definition of the retinal image. 
'O these we need not enter, but it will be readily understood 
/fc any continuous strain imposed on the eye by poor illumina- 
u is detrimental. For example, if the illumination on the 
^e of a book is insufficient there is a tendency to bring the 
nt nearer and nearer to the eyes in the effort to make out 
* letters, and this constant near work naturally tends in 
irse of time to produce short sight. In the same way it will 
understood that exposure of the delicate retinal surfaces to 
?y bright lights may also be prejudicial. 

In front of the crystalline lens L., there is another piece of 
paratus which serves to make the analogy with the camera 
11 more complete. This is the iris diaphragm, I, which covers 
great part of the lens, so that only the central portion, the 
pil, is commonly utilised. The iris thus resembles the stop 
ed with a camera lens, but here again we find that it differs 
)in the photographic apparatus in being automatic. The 
ipliragm can adjust itself to the light, leaving a larger or 
laller central aperture according to circumstances. There 
e many different conditions which affect the size of the pupil, 
is different in various individuals, according to the state of 
eir health and according to the kind of work which the eye is 
fled upon to perform. But from our standpoint the most im- 
>rtant function of the iris is to shield the eye against excess of 
yht. The effect of coming from a dark room into bright 
Lrroundings is to cause an immediate contraction of the pupil, 
lus cutting down the amount of light entering the eye and 
.ving the retina time to adjust itself* to the new conditions, 
he most striking quality of the eye, indeed, is its power of 
laptation, and in illuminating engineering our aim must be to 
low time for these processes to take place; we must avoid 
iolent contrasts and fluctuations, which are outside its range of 
rljustment and therefore give rise to discomfort and fatigue. 
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There are two points on the retina which deserve mention. 
At 0 there is an opening in the layer through which the optic 
nerve passes, and it appears that the eye is incapable o£ seeing 
an image which is received at this point. It is therefore called 
the “blind spot” 

The other thing of interest is a small depression at Y, termed 
the macula lutea or yellow spot. At this particular point 
the acuteness of vision is a maximum, and it has been suggested 
that this is due to the fact that on the yellow spot there are 
mainly cones and comparatively few rods; while at its very 
centre, the fovea centralis, there are only cones, which are also 
exceptionally small and fine. As we approach the more remote 
part of the retina, on the other hand, we find that the number 
of cones in comparison with rods becomes smaller, while at the 
extreme periphery there are only rods and no cones. 

As mentioned previously, many curious facts have been 
observed regarding the behaviour of these organs, which appear 
to play an important part in accounting for the peculiarities of 
the eye at high and low illuminations. It was formerly assumed 
that the cones were responsible for vision under ordinary cir¬ 
cumstances, and that vision in very weak light was carried on 
exclusively by the rods. According to the latest theories, 
however, it appears that the cones are always the light-percipient 
organs, and that the rods have merely a secondary function of 
distributing the visual purple. 

In any case there can be no doubt but that the condition 
of the eye when it has been exposed for a long time to darkness 
or feeble illumination is very different from what it is when 
subjected to bright light. The “ dark-adapted ” eye apparently 
sees colours in a different way, and common experience teaches 
that it is vastly more sensitive. When we emerge from bright 
sunlight into deep shadow our eyes are at first unable to make 
out the surrounding objects at all. In course of time they 
become clearer, but this process of adaptation to environment 
may require a considerable time to be complete. In the same 
way, when one returns to bright surroundings the glare is af> 
first intolerable, but eventually, as one becomes used to the new 
range of brightness, the eye becomes “light-adapted/ 5 and one 
is no longer dazzled. On the other hand, it will be readily 
understood that it is possible to have objects of such exceeding 
brightness that the eye cannot, within a reasonable period of 
time, adjust itself and accordingly suffers. There is reason to 
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suppose that the daylight-adapted eye is in a very different 
state from the eye experiencing the relatively low order of 
illumination met with by artificial light. This may explain 
some of the apparent anomalies in our impressions of daylight. 

The process of adaptation is accomplished partly by the aid 
of the iris diaphragm, which quickly closes when the eye is 
exposed to a bright light and opens in darkness, thus varying 
the amount of light admitted to the retina. But a great part 
of the process of adaptation takes place in the retina itself, and 
proceeds more slowly. The change is accompanied by move¬ 
ments of the visual purple. In the dark-adapted eye the pigment 
is allowed to spread all over the retina, in the light-adapted eye 
it retreats from the extremities of the rods away from the light. 

The Amount of Light necessary in order to see Detail .— 
Yet, while it is doubtless true that when the eye is allowed to 
adapt itself to a feeble light its power of perceiving detail is 
substantially increased, it is of course a matter of common 
experience that a certain amount of light is in practice necessary 
in order to see objects clearly. The amount necessary will 
depend to some extent on the state of the eye. But it appears 
possible to state an order of illumination when the eye has 
become apparently more or less “ saturated,” so that any further 
increase in illumination produces relatively little effect. 

One of our first and most important problems as lighting 
engineers should therefore be to establish some form of 
standard for the amount of illumination required by the eye in 
daily life. Experience shows that some kinds of work require 
more light than others. A higher illumination is needed for 
very fine sewing than for reading large type. But a first 
approximation may be derived from the recorded investigations 
of physiologists on the variation of acuteness of vision with 
increasing illumination. 

Our ability to see things seems to depend on two distinct 
factors. There is, firstly, the perception of form. Clearly the 
sharpness of printed letters will depend on the perfection of 
the optical system of the observer’s eye. No amount of light 
would enable a person to see an object clearly if his eye lens 
could not be so adjusted as to bring it into focus. An extremely 
short-sighted person, for example, cannot as a rule be helped 
out of his difficulty by very brightly illuminating the object 
examined. On the other hand, the average person requires 
under normal conditions a certain amount of light to read type 
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clearly, and once this value is attained a further increase of 
illumination is of little service. 

Secondly, there is the perception of light and shade. If an 
object were of exactly the same colour and brightness as its 
surroundings it would be indistinguishable from them (a fact 
which, as is well known, is unconsciously utilised -,by those 
animals whose colour eventually comes to resemble that of 
surrounding objects so as to make detection of their presence 
difficult). The percentage change in tone which can be detected 
by the human eye (known as Fechner’s fraction) varies 
according to the individual and the order of illumination. It 
appears that under favourable conditions a difference of less 
than £ per cent, should be perceptible. Tscherning, however, 
mentions a case of a man who could barely detect 10 per cent., 
and found it difficult to see his way about. 

Thirdly, there is the complicated question of the perception 
of colour. In this respect individuals differ very greatly, and 
something will be said on this point in a later chapter. For 
the moment the point we desire to emphasise is that this faculty, 
like the two referred to above, demands for its proper exercise 
a certain amount of illumination. 

The explanation of the curious changes in colour-vision which 
occur with diminishing illumination is still a matter of dispute 
among authorities. It may be mentioned, however, that in 
fading light some colours persist longer than others. With a 
very feeble illumination blues and greens still appear luminous 
when a bright red has become jet-black. (This effect may be 
excellently observed by watching the changes in appearance 
of a bed of geraniums fringed with grass while the daylight 
is gradually fading.) Ultimately in a very weak light the eye 
loses all power of perceiving colours. Everything appears an 
uncanny grey. It is true that Professor Burch has found that 
after waiting sufficiently long in a dark room the power of 
seeing colours by feeble light appears to return to some extent. 
But the process is apparently a very slow one. 3 

There are on record quite a number of independent researches 
illustrating the connection between illumination and acuteness 
of vision. The effect of light on the perception of form (reading 
fine print, etc.) was studied exhaustively by Uthoff in Germany. 2 

1 Proc. Roy. Soc. London , 1905. 

2 Graefe’s Archiv , xxxii. 171; xxxvi. 33. Helmholtz, Ilandbuch der phys. 
Optik.) p. 426. 
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A more recent set o£ practical investigations has been made 
by Laporte and Broca. 1 Various standard sizes of type were 
illuminated by modern illuminants, and the authors determined 
the variety of type that could just be read by a specified 
illumination. 

In fig. -64 we reproduce a curve based on these data, connect¬ 
ing the acuteness of vision and the illumination in foot-candles. 
It will be seen that soon after the illumination falls to less than 
half a foot-candle a most rapid diminution in our power to per¬ 
ceive detail occurs. On the other hand, once we arrive at about 
2 to 4 foot-candles we find that the increase in illumination 
afterwards produces only a small increase in acuteness of vision. 
Laporte and Broca therefore agree with other authorities in 
suggesting that for reading average type an illumination of not 
less than 3 to 4 foot-candles (approx. 30 to 40 lux) is necessary. 

The classic researches on the perception of light and shade 
are those of Koenig and Brodhun, who determined the percentage 
change in brightness detectable by the eye for a very wide range 
of illumination and for white, blue, and red light. 2 For the sake 
of comparison we reproduce part of their curve in fig. 65, and 
it will be at once evident how broadly similar it is to that shown 
in fig. 64. 

Many other tests have been carried out on this point. For 
example, the results of some' experiments carried out with a 
Lummer Brodhun photometer on an ordinary bench was 
described by one of the writers 3 before the Illuminating 
Engineering Society in 1910, and led to substantially the same 
results. From these and many other researches we shall prob¬ 
ably not be far wrong in concluding that as far as ordinary 
vision is concerned the eye has arrived at a fairly stable condition 
when an illumination of 3 to 4 foot-candles is provided. There 
are, nevertheless, instances of fine work in which minute detail 
or objects of almost exactly the same tone have to be dis¬ 
tinguished, or surfaces used which are dark in texture, where 
an extra strong illumination would be desirable. 

There do not appear to be on record many experiments 
deliberately designed to test the connection between the power 
of detecting fine shades of colour and the illumination. It would 
be rather difficult to express this in quantitative form. There 

1 Bull, de la Soc. hit. des Blectricie?is , June 1908. 

2 Sitz. AJcad. zu Berlin, 1888, p. 917. 

3 Ilium. Eng., London, vol. iii., 1910, p. 237. 
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are, however, researches on colour-photometry which show pretty 
clearly that the “ Purkinje effect ” and other oddities of eolour- 
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Illumination in foot-candles. 

Fig. 64.—Curves showing liow acuteness of vision in various individuals 
is alfected by increased illumination (Laporte and Broca), 

vision become accentuated at weak illuminations, 1 and that a 
fairly stable state of things would in general be arrived at when 
an illumination of 3 to 4 foot-candles was provided. 
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Illumination in foot-candles. 


FrG. 65.—Curve connecting the “power of perceiving light and shade” with 
the illumination (Koenig and Brodliun). Under favourable circumstances the eye 
can detect a change in brightness of less than one per cent. (i.e. -i > 100 \ 


This value therefore furnishes a rough estimate of the 
minimum illumination required by the eye for its normal 
functions, although still higher illuminations might often be 

1 See, for example. Bow, Proc. Phys. Soc ., London, vol. xxii. p. 60. 
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profitably employed. Koenig and Brodhun have shown that 
with illuminations of some thousands of foot-candles an effect 
of dazzle may be produced which leads to a diminution in 
acuteness of vision. 

Exposure, of the Eye to Violent Contrast and « Glare."—In 
what has been said above we have considered the first important 
requirement of the eye—sufficiency of illumination. We now 
pass on to an equally vital point—avoidance of excess of light. 

In describing the structure of the eye it was pointed out how 
marvellously it is adapted to accommodate itself to chancres in 
brightness. It is possible for men to endure the glare of the 
sun in the tropics on the one hand, and the gloom of the coal¬ 
mine on the other. But the transition from one set of conditions 
to the other must be gradual and not abrupt, for the process of 
adaptation requires time. 

In lighting, violent contrasts should almost always be avoided. 
The result of seeing something very bright immediately after 
something relatively dark (successive contrast) may be very 
discomforting to the eye. Everyone is familiar with the sensa¬ 
tion of shock experienced on stepping from a dark room into 
the bright sunlight, or even an interior brilliantly illuminated 
by artificial means. Some minutes elapse before the eye can 
become accustomed to the new surroundings, and the constant 
repetition of the experience would be very fatiguing. It is for 
this reason that a fluctuating or flickering light is so intolerable 
for reading. The nerves controlling the pupil aperture and the 
retina of the eye are constantly endeavouring to fall in with the 
changing conditions and failing to do so. In the same way 
Dr Bell 1 has suggested that the method of lighting shown in 
fig. 66 should never be practised. 

When the table or desk is brightly illuminated, and the 
remainder of the room is left in dense shadow, the eye undergoes 
a process of sudden adaptation every time the gaze is trans¬ 
ferred from the bright paper to the more sombre surroundings. 
To many people reading in a room so lighted is very wearisome. 
On the other hand, one is inclined to suppose that it would not 
be desirable to go to the other extreme, and to aim at a monot¬ 
onous even brightness. The best plan would probably be to 
distribute the highest illumination on the table for the work, 
but also to provide a moderate value all over the room. 

1 “ The Physiological Basis of 'Illumination,” JProc. Am. Acad, of Arts and 
Sciences, Sept. 1907, vol. xliii. No. 4. . 
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So far we have spoken of successive contrast. But the eye 
is also troubled by excessive “ simultaneous contrast,” i.e. when 
"several objects of widely different brightness are visible at the 
same time. Moreover, there are many objects, such as the 
naked arc light, which are probably too bright to be looked 
at continuously, whatever their surroundings may be. Many 
instances have been recorded of severe inflammation of the eyes 
following incautious exposure to powerful illuminants at close 
quarters, and it is well known that the glare of the sun reflected 



Fig. 66.—Example of excessive contrast in desk lighting. 


from the sea, from snow, or even from the white road may have 
a similar effect. 

This leads us to refer to the discussion which took place 
about two years ago before the Illuminating Engineering Society 
(London) on the subject of “ Glare.” 1 This term is perhaps a 
little difficult to define precisely, but is now almost invariably 
used to describe conditions of excessive brilliancy such as are 
trying to the eye. 

The glaring effect in artificial lighting is almost always con¬ 
nected with the exposure to the eye of bright unscreened sources 
of light. The primary object of light is to illuminate our 
surroundings, to enable us to see the page of a book, a picture, 
the walls of a room, etc., and the brightness of such compara¬ 
tively mildly illuminated surface is well within the range of 
adaptation of the eye. The sensation of glare is experienced 
when one sees at close quarters the intensely bright surface of 
1 Ilium. Eng., London, vol. iii., 1910, pp. 99-130, 169-190. 
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the illuminant itself. Everyone is aware that it is injudicious 
(and indeed for most people impossible) to do more than glance 
at the sun. Nature has therefore provided our eyes with the 
shelter of the brow and lashes, and under ordinary circum¬ 
stances these -completely screen the eyes from the direct rays. 
Yet in lighting rooms artificially people not infrequently place 
unscreened brilliant illuminants in such positions that it is 
difficult for the eye to escape them. The result is a sense of 
weariness and fatigue. It must be remembered that the percep¬ 
tion of such objects takes place through the formation of an 
intensely bright image on the retina. The effort of the retina 
and the photochemical pigment to accommodate themselves to 
this extreme local brilliancy is very severe, sometimes impossible. 
Prof. Burch has mentioned that in the course of some experi¬ 
ments on colour he deliberately focussed coloured light on his 
eye, rendering it temporarily colour-blind. The scientific experi¬ 
ence was doubtless valuable, but the result was that for years 
afterwards there were certain exhausted regions of the retina 
which led to grey patches in the field of vision. By prolonged 
exposure to intensely bright lights at close quarters permanent 
injury to the retina may be done, and when once the range of 
normal adaptation has been passed recuperation is often very 
slow. Fortunately, extreme cases of this kind are not common. 
But the reader can easily satisfy himself as to the existence of 
transient but highly inconvenient dazzle caused by unshaded 
and carelessly placed lamps. If the eyes are directed for a 
short time towards the unscreened filament of an incandescent 
lamp and then turned towards a dark background, a distinct 
“ after-image ” can often be seen. This frequently changes 
colour and becomes gradually fainter as the process of retinal 
recuperation takes place, but if the observer goes into a dark 
room the image can be seen for much longer. According to. 
Prof. Burch, it is only after waiting for several hours in com¬ 
plete darkness that all traces of dazzle disappear. 

The question therefore arises, what ought the limiting 
brightness of objects in an ordinary artificially lighted room 
to be ? This is a somewhat complex question. It may perhaps 
be well at this stage to give a table of the “ intrinsic brilliancy ” 
of various objects Some of these figures are the results of 
actual measurements by the authors, others are taken from the 
published tables of authorities on this subject. It is now 
generally recognised that the chief factor in giving rise to an 
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impression of glare is not so much the total amount of light 
given by a source, as the manner in which this light is concen¬ 
trated over a small area. For example, if 50 c.p. were spread 
over 1 square foot, the retina would probably find little 
difficulty in adapting itself to this order of brilliancy; but when 
this same amount of light is concentrated over the small 
dimensions of a metallic filament, the image formed on the 
retina appears painfully bright. The degree of concentration 
of the light is conveniently expressed as the candles divided 
by the area of radiating surface of the source, and this 
quantity is termed intrinsic brilliancy. 


Table I.—Intrinsic Brilliancy of Various Illuminants. 


Source. 

Candles. 

Superficial 
Area. * 

Intrinsic 

Brilliancy. 

Pine splinter .... 

5 

Sq. Inches. 

4 

Candles per sq. inch. 
1*2 

Roman oil lamp .... 

0*8 

0*2 

0*4 

Candle. 

1 

0'4 

2*5 

Rape oil lamp .... 

1-10 

0-2-2 

5 

Petroleum. 

5-15 

1-3 

5 

Gas, flat flame .... 

5-25 

2-5 

2-5 

Argand. 

30 

4 

7T> 

Acetylene ..... 

25 

1-2 

10-25 

Gas, (incandescent): 




Low pressure .... 

10-80 

1-3 

10-30 

High pressure .... 

100-1500 

2-5 

50-300 

Electric incandescent : 




Carbon fllament 

16 

0'04 

400 

Metal „ ... 

32 

0-04 

800 

Electric arc lamp (naked) . 



20,000 (approx.) 

Holophane globe surrounding 



0-5-1-0 

metal-filament lamp (av.). 




Dense opal globe surrounding 



0*1-0*5 

melal-fil ament lamp. 




Heavy silk shades, Chinese 



0-01-0*2 

lanterns, etc-., covering small 
incandescent lamps, candles, 
etc. 




Average brightness of sky 

1 


2*5 


* Apparent area calculated in direction of maximum candle-power. The figures given in this 
table are naturally only approximate. 


It will at once be seen how vastly the intrinsic brilliancy 
of many modern illuminants exceeds that of the older sources 
of light, the flat-flame gas-burner, the oil lamp, and the candle. 
Some authorities, arguing that the candle-flame has about the 
highest intrinsic brilliancy (about 2<j> c.p. per square inch) to 
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be observed with comfort at close quarters, have suggested that 
all sources used in this way should be so screened that their 
brightness does not exceed this value. Curiously enough, the 
average intrinsic brilliancy of the sky is about the same. Now, 
under average climatic conditions the white sky is about the 
most brilliant surface which is seen constantly, and presumably 
our eyes have developed to this limit. This, therefore, suggests 
another reasonable ground for fixing the minimum permissible 
intrinsic brilliancy near 2 to 3 c.p. per square inch. 

It does not seem a very difficult matter to keep the intrinsic 
brilliancy of sources exposed in the direct range of vision down 
to this value. The brightness of an opal shade completely 
screening an electric glow-lamp, for example, will usually be 
found to be in the neighbourhood of OT to 0*5 c.p. per square 
inch only. Some writers have suggested that 2 to 3 c.p. per square 
inch is still excessive, and that in small rooms a limit of 01 c.p. 
per square inch is really necessary. 

But it is quite clear that caution is needed in imposing 
limits of this kind. Conditions which are offensive and glaring 
to some eyes are apparently not so to others. We must also 
bear in mind the effect of adaptation of the eye. Even a 
lighted match will appear glaring to a person suddenly waking 
in the night. Again, a lamp which would seem insufferably 
bright at one’s elbow may be quite inoffensive when it is 
hung near the ceiling of a large room. The nature of the 
background to the bright source is important. An unscreened 
filament, seen against a dark wall or curtain, seems distinctly 
more trying than when its background consists of a white 
diffusing material. 

In the case of lamps placed at one’s elbow it is usually 
advisable to use an opaque shade, which throws as much light 
as possible on the object illuminated, but completely conceals 
the source itself from the eye. But in many cases, particularly 
in a large room where the lamps are hung high up near the ceil¬ 
ing, the exposure of the mantle or filament occasions much less 
inconvenience; the brow shades the eye from the direct rays 
of light, just as it protects them from the sun. It should, 
however, be remembered that in most cases the use of a reflector 
is economical, quite apart from its function of screening the 
illuminant from the eye, because it serves to direct most of the 
light downwards, where it is chiefly needed. 

One of the most definite series of rules drafted for the 
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avoidance of glare is that proposed by Prof. L. Weber of Kiel. 1 
As an illustration of the general precautions to bo aimed at they 
are instructive, hut it will naturally be understood that even 
these rules cannot be applied rigidly to all circumstances. 
According to Prof. Weber an installation may be “glaring”— 

(a) If the ratio of the intrinsic brilliancy of the source of light to that 
of the illuminated surroundings exceeds a certain limit. This ratio should 
not exceed a value of about 100. 

(b) If the absolute intrinsic brilliancy of the source exceeds a 
certain value. The brilliancy of the open candle-flame (about c.p. 
per square inch) might be taken as the safe limit. 

(c) If the angle between tlie direction of vision of the eye when 
applied to the work it is called upon to do (e.g. when gazing at a desk, 
blackboard, or diagram on the wall, etc.) and the line from the eye to 
the source of light is too small. This minimum angle might lie pro¬ 
visionally assumed to he 30°. 

(d) When the extent (apparent area) of the illuminating body is 
too large. The source should not subtend an angle of less than 5° at 
the e}*e. 

In considering glare one may naturally allow more latitude 
in some cases than in others. For example, in a school or a 
library one would naturally take special precautions to avoid 
anything liable to distress the eyes. It is not too much to say 
that in these cases no bare mantle or filament should be visible 
to readers or scholars. On the other hand, in a restaurant, while 
discouraging the offensive and vulgar display of a multitude of 
bare lamps, one must remember that a certain amount of mild 
sparkle may sometimes be desirable. The same, of course, 
applies to street decorations, although even here the finest 
effects are secured by exercising a certain restraint. In shop 
lighting a distinction should be drawn between the uses of 
bright lights for advertisement and for window lighting. In 
many cases bright outside lamps are insisted on, and the best 
that can be done is to secure their arrangement at such a height 
as to achieve their spectacular purpose without dazzling those 
who wish to see into the windows. But it will be found that 
in the highest class of shops, methods of lighting by concealed 
sources, similar to those used on the stage, are superseding mere 
brilliance. In almost any lighting problem a good rule to follow 
is “ light on the object, not on the eye/ 5 

There are some other effects which are sometimes included 
under the heading of glare. Dr Ettles has referred to the effect 

1 Ilium. Eng., London, vol. iii, 1910, p. 116. 
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of light entering the eye and undergoing reflection to and fro 
by the various optical surfaces. This tends to produce a luminous 
mist, which is superimposed over the main image and thus inter¬ 
feres with its sharpness. The effect appears to be accentuated 
when the eye looks at an excessively bright object; it may 
perhaps help to explain the great inconvenience of being able 
to see a light “ out of the tail of the eye 55 at the same time as 
one is trying to read a photometer. According to Stockhausen, 
the presence of ultra-violet rays in an illuminant tends to produce 
fluorescence of the eye lens, and this again gives the impression 
of a luminous haze, which interferes with the clearness of vision. 

Another form of glare is produced by direct reflection from 
shiny paper. Some of the highly glazed paper used for 
art printing is particularly trying, and in children’s books, 
particularly, a matt variety of paper is to be preferred. At 
present, unfortunately, “ art JJ paper is regarded as essential for the 
very best reproduction of fine half-tone blocks; but some of the 
matt art papers now available give very promising results. 

In cases in which reading or writing on more or less shiny 
paper is constantly going on, it is desirable to scheme out the 
system of illumination specially with a view to avoiding direct 
reflection. ' When local lamps are employed, the angle at which 
the rays strike the paper should be carefully selected. Unless 
care is taken, local lighting may be conspicuously bad in this 
respect. When general lighting is provided, it is desirable to 
use a distributed series of small well-shaded units. Indirect and 
semi-indirect methods, which carry this subdivision of units 
still further, are particularly advantageous in this respect. 

Acuteness of Vision by Light of Various Colours. 

Something may next be said regarding the effect of coloured 
light on the eye. On this we shall have something to add in 
the next chapter. For the moment we may confine ourselves to 
the question, what abnormal physiological effects, if any, are 
likely to be occasioned by the differences in colour met with in 
artificial illuminants ? 

Unfortunately, there seems to be little trustworthy informa¬ 
tion yet available on this point. The eye, as we know, is only 
sensitive to a single octave of vibrations—from the extreme 
violet (0‘4 /a) to deep red (0*8/x)—and these colours are present in 
varying degree in the case of artificial illuminants. Yet, taken 
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as a whole, the composition of the artificial light from commercial 
sources does not differ so much as might be supposed; what we 
usually get is something equivalent to “ white light with a 
slight admixture of some predominant tint. Claims are not 
infrequently made for one or another illuminant that it is “ less 
trying ” to the eyes, but these are not infrequently of a vague 
and conflicting nature. One so often finds on examination that 
it is the manner in which the illuminant is used, rather than 
the quality of the light itself, that is at fault. The statement so 
freely made at one time that “ electric light is bad for the eyes ” 
seems to have originated rather in the misuse of The compara¬ 
tively bright electric filaments, their exposure at close quarters 
without proper methods of shading, and the resultant glare 
rather than in any defect in the quality of the light. The 
colour of the light yielded by the electric incandescent and arc 
lamp, the incandescent mantle, acetylene, and other illuminants 
is in each case considerably different from that of the old oil 
lamp and the candle. Yet it cannot be said that there has yet 
been proved to be anything physiologically wrong with the 
colour of any of these illuminants, provided they are used in a 
reasonable and judicious way. Some doubt may perhaps be felt 
regarding the results of continuous exposure of the eyes to the 
more peculiarly coloured sources, such as the mercury-vapour 
lamp. One might imagine, for example, that the colour-sense of 
people who habitually worked by a light of this kind would be 
affected. But the matter does not seem to have been tested out 
thoroughly as yet, and we have little definite evidence. 

It has been suggested that some lights give better definition 
than others, i.e. that objects illuminated with a certain brightness 
appear sharper and better defined in some cases than in others; 
and that some illuminants are better than others for reading 
and close work. The existence of such an effect is conceivable 
but there is little evidence to show that ordinary commercial 
illuminants differ very widely in this respect, This seems to be 
the conclusion of Laporte and Broca, 1 who have studied the 
matter with some care. In the case of monochromatic light 
there would seem to be evidence of more marked differences. 

The researches of Koenig and Brodhun (loc. cit.) on the per¬ 
ception of light and shade suggest that at very weak illumina¬ 
tions there is greater sensitiveness for blue light than for red, but 
that at moderate high illuminations there is little difference to be 
1 Bull. Soc. Int des Mecbricwns, June 1908. 
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seen. It would appear that such difference as is found is merely 
due to the fact that at very weak illuminations the brightness of 
the blue would appear the greater. Repetition of their experi¬ 
ments with a hummer Brodhun photometer has shown that, for 
a given subjective brightness , there is little difference between 
these colours as regards perception of tone. 1 

But in the case of perception of form we find that another 
factor comes in, namely, the want of achromatism of the eye. 
Tscherning, Helmholtz, and other physiological authorities have 
long ago drawn attention to this peculiarity of the eye, and 
Shelford Bidwell many years ago pointed out that the average 
eye is habitually short-sighted for violet. 2 The ordinary eye- 
lens is unable to focus light of widely different colours simul- 


R 


Fig. 67.—The rays of white light from A are split up at R and 0, the red rays 
being focussed at E behind the retina, and the violet rays at Y in front of 
the retina. 

taneously. Thus if A be a luminous point its rays are split up 
on reaching the eye at B and C. The violet light is brought to 
a focus, say, at V, while the red focus is further back at R. 
Yellow rays would be assembled on the retina intermediate 
between these two points. Evidently the eye cannot adjust 
itself so as to see all these colours equally sharp at the same 
time. 

The usual experience seems to be that whereas there is not 
much difference between the sharpness of objects illuminated 
by light of different colours for near vision (because the observer 
can accommodate by a strong effort), at a little distance things 
illuminated by the blue end of the spectrum appear quite blurred. 
A line spectrum thrown upon a screen seems to spread out like 
a fan at the’violet end; and black lines on a white ground, 
illuminated by a mercury-vapour lamp screened with dense blue 
glass, can be made to disappear completely at a little distance. 

1 Dow, Ilium. Eng., London, vol. iii., 1910, p. 238. 

2 Curiosities of Light and Sight , by Shelford Bidwell, pp. 95-97. 
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In general, therefore, one would expect the red end of the 
spectrum to be best for illuminating clocks, signs, and notices to 
be seen at a distance, while green or even blue light might be 
best for very near work. 1 

When observing objects illuminated by ordinary white light 
our eyes probably accommodate for the most luminous central part 
of the spectrum, while the light in the extreme red and violet 
in general tends to “fuzz” and blur the image. A distinctly 
sharper image, it is said, can be obtained by using monochromatic 
light. It might therefore conceivably pay us sometimes to block 
out the rays which cannot be focussed; by so doing we should 
obtain less light, but better definition. For example, experiments 
conducted by one of the writers on the mercury-vapour lamp 
have led him to the conclusion that the eye cannot accommodate 
for the yellow, green, and violet rays simultaneously, and that 
better cf seeing power 55 would often be obtained by inteiposing a 
screen to cut off the blue and violet rays. 

This question of using monochromatic light to improve acute¬ 
ness of vision has also been investigated by Luckiesh. He, too, 
finds that monochromatic light will in general be better than 
white light for the purpose, and that yellow rays (0‘58 jul) in 
general give maximum visual acuity. 2 

Physiological Effects of Coloured Light. 

Let us now turn to the so-called physiological effects of 
coloured light. On this point very little is known. Our eyes, it 
is true, seem to be most sensitive to light in the central region of 
the spectrum, the green-yellow. Waller has shown that photo¬ 
chemical action is most readily produced by light of this kind, 
and more recent researches on luminous efficiency seem now to 
have established the point of maximum sensitiveness with fair 
precision. On either side of this point the effect on the retina 
becomes less, and in the extreme red and violet it requires an 
exceedingly large amount of energy to produce any impression 
of light at all. One would therefore expect that exposure to 
large quantities of pure red or violet light, such as one seldom 
meets in nature, would produce peculiar effects. But it is by no 
means easy to produce radiation of this kind in large quantities, 
and little seems to be known definitely regarding their effect on 

1 Dow, Ilium,. Eng ., London, vol. ii., 1909, p. 233. 

2 Elec. World , 18tli Nov. 1911. 
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vision. Steinmetz has expressed the view that red light is 
particularly fatiguing, and that the pupil aperture of the eye is 
expressly designed to protect it against excess of this kind of 
radiation. 1 According to this theory the pupil aperture should 
react much more readily to the red and infra-red than to other 
regions of the spectrum. This, however, does not appear to have 
been confirmed. Some experiments were carried out by one of 
the authors in conjunction with Mr V. H. Mackinney, and later 
also with Dr W. Ettles, on this point, and it appeared that the 
contraction, in so far as it was affected by light, depended more 
on brightness than colour. This is in accord with the experience 
of Haycraft, 2 who obtained flash-light photographs of the pupil 
of an eye, placed successively in the various regions of the 
spectrum. The greatest effect was produced in the yellow, 
where the luminosity is also most intense. 

Very peculiar are the influences upon mental conditions 
attributed to visible light of different colours. Let it be clearly 
understood that many of these effects about to be described 
require verification, and can hardly be accepted as scientific 
fact. But many of these speculations on the influence of 
coloured light are so interesting—and illustrate so aptly the 
contention that light has an intimate effect on health—that 
they cannot be entirely passed by. 

It would seem that we have become accustomed to associate 
certain colours with certain sensations. We speak of the 
colours at the red end of the spectrum as “ warm ” and those at 
the violet end as “ cold.” This association, however, seems to be 
psychological in origin. For most heat-giving processes have, 
in the past, been associated with the red and orange shades. It 
is only recently that we have been able to secure sufficiently 
high temperatures to render the blue end of the spectrum 
prominent. The flaming torches of the ancients, the coal fire 
and the charcoal brazier, the oil lamp and the candle—all these 
sources of light and heat are rich in the hues of the red end 
of the spectrum. 

Naturally, therefore, we have come to associate the idea of 
warmth with the red and orange hues of firelight and artificial 
illumination, and the converse idea with the blue shades of twi¬ 
light, heralding the approaching night and the coldness without. 

1 “Light and Illumination,” address before the Illuminating Engineering 
Society, U.S.A., Ilium. Eng., New York, Dec. 1906. 

2 Schafer’s Physiology , vol. ii. p. 1078. 
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But we also associate an idea of excitement and stimulation 
with the warm hues, which is absent from the colder shades. 

The exciting influence of the red rag upon the bull is seem¬ 
ingly not confined to this animal. We ourselves constantly 
select red as the symbol of the passions and of exciting and 
irritating ideas. It is this influence which has led us to choose 
this colour as the symbol of danger and war. 

Many curious instances of the exciting influence of the red 
shades and the converse effect of the so-called cold shades have 
been reported. The influence of red light is stated to be at 
first bracing, and persons exposed to its influence become cheer¬ 
ful and animated. Eventually, however, if the exposure is 
unduly prolonged, this mental state gives place to a condition of 
irritation, and may even develop into a species of delirium. 

Blue and violet light, on the other hand, are said to exert 
a soothing and subduing effect, and therefore may also be of 
a beneficial character, . . . may, for instance, prove of use in 
relieving insomnia. But in this case also, if the exposure is too 
prolonged, the initial soothing influence may become depressing, 
rendering the person acted upon melancholy and dreamy. 
Indeed, the confinement of prisoners in rooms from which all 
but blue light had been excluded is said to have exerted a 
permanently injurious and “ benumbing ” effect upon the 
mental faculties, rendering them incapable of making any 
strong effort. 1 

The popular expression “ to be in the blues ” thus apparently 
rests upon a scientific basis. 

These qualities of red and blue light are said to have proved 
of benefit in the treatment of many cases of insanity. Accord¬ 
ing to Dr Ponza of Piedmont, cases of mania, where the excited 
behaviour of the patient calls for restraint, are quieted by exposure 
to blue light. Cases of melancholia, on the other hand, which 
call for a tonic, benefited by exposure to the stimulating red 
light. 

The author referred to above quotes several other cases of 
the peculiar influences of red and blue light. One such case 
was that of the workers in the photographic works of the 
“Maison Lumiere” Much of the work carried out was done 
under the influence of red light; it was then found that the - 
workers became very excited, gesticulated, and sang, but the 
substitution of a different form of coloured glass had a quieting 
1 See Light Energy , by M. A. Cleaves, p. 600. 
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effect and they then returned to their normal tranquillity (Light 
Energy , p. 591). 

Some very interesting illustrations of the physiological 
effects described in this chapter may also be derived from the 
study of the influence of light on plant life. 

When one recalls that Siemens as long ago as 1880 1 drew 
attention to the remarkable results which could be secured in 
this way, it seems strange that horticulturists should still 
make such little use of these effects at the present day, when 
artificial light can be produced so much more cheaply. 

Siemens showed that the continuous application of intense 
light not only enabled the plant to stand a greater temperature, 
and so to make better growth, but in itself promoted a luxuri¬ 
ance of foliage, an intensity of colouring, and a rapid ripening 
of fruit beyond that obtainable under ordinary conditions. 

By experiments under glass of different colours, too, he came 
to the conclusion, as other investigators have done, that the red 
and yellow rays in the spectrum are most efficacious in produc¬ 
ing the decomposition of carbon dioxide by the vegetable cell 
and in assisting growth. 

He also found that an excess of ultra-violet energy produced 
an unfavourable influence on plant life. 2 For the light from a 
naked arc light caused the leaves of plants, upon which the rays 
impinged directly, to shrivel and wither away. But by the 
introduction of a screen of plain glass between the source and 
the plants experimented upon, the injurious rays were absorbed 
and further trouble was avoided. 

Some other interesting instances of the influence of light on 
plant life were given about the same date by Sclitibeler, 3 who 
drew attention to the influence of light upon the colour and 
aroma of plants. 

The extraordinarily rapid growth of vegetation in the Arctic 
regions during the long period of uninterrupted sunshine which 
follows the Arctic winter has often been remarked; and also the 
rapid ripening of com in regions of Norway and Sweden, where 
the summer does not exceed two months, but where the sun 
during this period scarcely sets. 

As a curious illustration of the effect of light on the lower 
forms of life, we may recall the connection between the abund- 

1 Proc . Boy. Soc ., clxxxviii. p. 210. 

2 Brit. Assoc ., 1881, p. 475. 

3 Nature , 29th. Jan. 1880. 
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ance of sunlight and the mackerel industry traced by Mr J. 
Martin Duncan in a lecture before the Royal Society of Arts 
(London). 1 

It appears that these fish feed largely on a certain vegetable 
organism, and their prevalence during the fishing season depends 
on the amount available for consumption. Now these organisms 
can only develop fully in periods of light sunshine. Conse¬ 
quently, during the years when there is an undue preponderance. 
of dull, cloudy days, the vegetable organism is scarce, the 
mackerel which feed upon it do not frequent the coast in such 
great numbers, and the fishing industry accordingly suffers. 

Very remarkable are some of the recent results of M. Camille 
Flammarion, 2 who attempted the culture of “ sensitive 55 Mimosa 
plants under the influence of light of different colours. 

At the end of a few months the plants placed in blue light 
had scarcely gained in growth at all. They appeared, too, to be 
in a “benumbed 55 and comatose state, and exhibited none of the 
sensibility to touch normally characteristic of these sensitive 
Mimosas. 

But the plants grown under red light were four times as 
big as those grown under ordinary white light, and fifteen 
times as big as those grown under blue light. In addition to 
this they had developed well-marked flower-balls, which the 
other plant had not even begun to do, and were in an acutely 
sensitive state. 

Here, therefore, we have another illustration of the peculiar 
(and possibly excessive) stimulating effect of the red end of the 
spectrum, and the converse deadening effect of the blue rays. 
The general effect of radiation on life has been strikingly treated 
by Steinmetz. 3 

According to his view, it would appear that the red, orange, 
and probably the yellow rays, by assisting the photo-resonance 
and building up of complex organic chains of molecules, stimulate 
plant life. 

The visible blue rays, on the other hand, exert a soothing 
influence, produce insensibility, and arrest the progress of life 
without actually destroying it. 

1 20th March 1912. 

2 Bulletin de la Societe Astronomique de France, Aug. 1897 ; see also article 
by G. Clarke Nuttal in the Fortnightly Review , April 1907, p. 723. 

3 Address before the Illuminating Engineering Society in the United 
States, Third Annual Convention, 1909. 
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But the ultra-violet rays, when present in any but small 
quantities, seem to cause resonance of the individual atoms on 
atomic systems, break up the complex molecules, on the inter¬ 
action of which the very existence of life depends, and so cause 
death. 

Influence of Invisible Radiation .—So far we have spoken 
of the, effect of visible rays. But, as will appear in the next 
chapter, artificial illuminants also produce large quantities of 
non-luminous radiation, and it remains to inquire what effect 
these vibrations have on the human eye. On either side of the 
restricted range of visible waves of light there is a vast region 
which the eye cannot see. Rays beyond the deep violet (of 
shorter wave-length than about 0*4/x) have a frequency higher 
than visible light, and are known as “ ultra-violet.” These rays 
are known to be instrumental in causing chemical action. As 
hinted above, photochemical action seems to be mainly a matter 
of optical resonance. If the atoms of the substance acted upon, 
or the electrons of which they are composed, possess a natural 
period of oscillation comparable with that of the wave attacking 
them, they are set into rapid vibration, break up, and recombine 
in a more stable form, and chemical action occurs. 

The visible rays seem to possess too great a period to cause 
resonance of any but very complex groups of molecules, and the 
radiations of larger wave-length and slower frequency than the 
visible vibrations (known as the “ infra-red ”) are presumably even 
less active in this respect. But in most artificial illuminants 
they form far the larger part of the energy produced, so that any 
effect they do exert deserves to be taken into account. 

The chemical activity of the ultra-violet rays is now well 
established. These rays play an important part in photography, 
cause coloured pigments and materials to fade, and have now 
been shown to have a marked destructive effect on certain kinds 
of bacteria. Sunlight is often exceptionally rich in these rays. 
Sunburning is now understood to be due to them, and not, as 
might naturally be supposed, to the heat. The rays of short 
wave-length are absorbed to a great extent by the earth's 
atmosphere, and particularly in cloudy weather. But with a 
clear sky, and in high altitudes, the ultra-violet rays are more 
potent. Mountaineers have to take special precautions to avoid 
excessive inflammation of the face and eyes. 

One very curious illustration of this effect is the marking of 
the skin in smallpox. As far back as the thirteenth century 
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it was known that the scars of this disease were much milder if 
the patient was kept in a room hung with red curtains. Only- 
after the work of Firisen, in the last century, was it generally 
recognised that the red curtains were effective because they 
obstructed the ultra-violet rays. At the present time, how¬ 
ever, it is known that such curtains are not the only means 
(nor the best) of achieving this end, and other precautions are 
adopted. 

At the same time it need not be supposed that ultra-violet rays 
are necessarily prejudicial. In excess they presumably are, but 
in moderation they have useful functions. The bronzing of the 
skin is frequently an indication of health, and “ sun-baths ” and 
light-baths of various kinds now form an integral part of medical 
treatment. In treatment of skin diseases, too, ultra-violet rays 
appear to be beneficial; and in the Finsen light, which has proved 
so efficacious in treating lupus, such rays seem to play an 
important part. 

Besides affecting the skin, excess of ultra-violet light appears 
to be irritating to the eyes. The researches of physiologists 
suggest that the snow-blindness frequently experienced by 
mountaineers in high altitudes is largely due to the exceptionally 
strong ultra-violet element, although the reflection of the visible 
rays of the bright sun from the snow in itself has doubtless 
a contributing effect. 

During the last few years a number of artificial ilium inants 
have made their appearance which are exceptionally rich in 
ultra-violet rays. Some of them appear to rival and even 
surpass direct sunlight in this respect. Experience has shown 
that incautious exposure to such illuminants at close quarters 
may also have bad effects. For example, it is a common ex¬ 
perience, after exposure to a naked arc light for some time, to 
suffer from inflammation of the eyes and peeling of the skin. 
The mere fact of receiving an image of such great concentrated 
brilliancy on the retina would naturally be prejudicial, but the 
trouble seems to be accentuated by the large proportion of ultra¬ 
violet energy. One of the writers, for instance, has met with 
a case in which an ordinary carbon arc was used for weeks without 
injury. But when, for the purpose of some experiments, an 
iron-cored electrode was introduced inflammation immediately 
followed. Experience has also shown that the arc formed in the 
process of cutting and welding iron electrically is very rich in 
ultra-violet rays, and is apt to give rise to trouble unless complete 
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precautions as regards screening the eyes are taken. An interest¬ 
ing illustration of this kind is afforded by some experiments at 
Niagara Falls on 29th December 1901, when a powerful 350-amp. 
arc was used to bore through an iron plate. Everyone who wit¬ 
nessed the experiment afterwards suffered from inflammation 
of the eyes, with the exception of two men who happened to 
be short-sighted and wore glasses. In subsequent work masks 
in which white stonecutter’s goggles had been mounted were 
employed, and no further trouble was experienced. 1 

Thick glass is impervious to the shortest ultra-violet rays, 
and this affords another reason for screening modern powerful 
sources so that the direct rays are not received by the eye. On 
the other hand, clear glass, and even the blue glass customarily 
employed, does not seem to be sufficient protection for near work 
with the latest and most powerful sources of ultra-violet light, 
such as the quartz tube mercury-vapour lamp, and special 
observing screens are here advisable. 

The cataract experienced by glass-workers has also been 
attributed to the ultra-violet radiation from the molten glass in 
the furnace, but it seems probable that the intense heat is also 
a contributing factor. 

It has been pointed out that there is a certain tendency in 
modern illuminants towards richness in ultra-violet light as well 
as great intrinsic brilliancy. Even the ordinary illuminants, the 
metallic-filament lamp and the incandescent mantle, contain 
considerably more ultra-violet energy than the old flat-flame gas- 
burner and the candle, and there are certain other sources which 
seem to be quite exceptionally powerful. This has led Schanz 
and Stockhausen to undertake a very elaborate investigation 
into the effect of ultra-violet rays. 2 In addition to the evidence 
of their ill effects in causing cataract and snow-blindness, etc., 
these observers mention that the concentration of ultra-violet 
rays on the eye-lens causes fluorescence and even a turbidity 
which may develop into complete opacity. They have also 
found that ultra-violet rays may be grouped into three classes, 
(1) those between 0*35/* and 0*4//,, which cause the eye-lens 
* to fluoresce, but also reach the retina, where they may exert 
prejudicial action; (2) those between 0*3/4 and 0*35/4, which are 
practically entirely absorbed by the lens; and (3) those of wave- 

1 Phototherapy , by Morel!, p. 472. 

2 Elehtrot. Zeitschr 13tli Aug. 1908; Ilium. Eng., London, vol. iii., 1910, 
p. 181. See also Klein, Gesundheits-I?igenieur, No. 15, 1912. 
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>-! i i\ ** mid yet to have only a slight coloration, 
M ‘f g To to 90 per cent of visible light. These researches 
■1 in connection with the Cataract Committee of 

w S rw:y <»f London . 1 

4 ! i»* i general agreement as to the need for 

wm*n paverful sources are used at close quarters, 
m iua> ^civeiling of commercial iliuminants containing 
* V'’ r oi these rays, opinion still seems divided as 
i * i‘ .my ii jury Is likely to be caused by their presence in 
lAp»T methods of shading should go far to remove 
h g r \tw?ge- has suggested that if this is done the 
i isti c vibt light merely reflected from surfaces in the 
1 11 ^euld not give rise to any inconvenience. He 
‘b ^ b a surface illuminated by daylight will frequently 
1 n:/ Ightrr, hut will also reflect a larger amount of 

! ^b'b Tr oe, Series A, vol ecxiv., 1914, pp. 1-25. 

“ fit*. Aitschr., 13tli Aug. 
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ultra-violet energy than is likely to be derived in this way from 
any artificial illuminant at present in use. Yet we have not 
hitherto regarded daylight as harmful. Luekiesh 1 and L. Bell - 
have published researches leading to substantially the same 
conclusion. Moreover, while excess of ultra-violet rays is 
doubtless prejudicial, there appears good ground for supposing 
that their presence in small quantities is beneficial, and even 
necessary to health. Reference has been made to their action 
on the skin, and it seems probable that they play a part in com¬ 
bating the germs of many diseases. An interesting historical 
summary of researches into their destructive effect on bacteria 
has recently been given by Bujwid. 3 The explanation of the 
well-known prejudicial effect of excluding sunlight from rooms, 
and even of keeping the glass windows continually closed, seems 
to lie partly in the exclusion of these germicidal rays. It may 
also be mentioned that ultra-violet energy has found quite an 
important field of application for the sterilisation of water 
(destruction of cholera .germs, etc.), and one of the writers was 
assured by a fruit-grower in the north of England that he had 
found these rays most useful for checking fungoid diseases of 
plants. 

Very little is known regarding the effect of the infra-red 
rays. It is well known that close proximity to sources which 
yield an abnormal amount of heat produces uncomfortable sen¬ 
sations, such as a sense of tension of the forehead, a dryness of 
the skin and eyes, and a tendency to shed tears. One of the 
few records of investigations on this subject is supplied by 
Ballner. 4 Here, again, it is evident that one of the most 
important points is to prevent the direct rays of light entering 
the eye. But conceivably even the light reflected from paper, 
■etc., might be trying to the eyes if a very large proportion 
of heat rays were present. Ballner mentions a case of an 
incandescent burner in which an illumination of more than 
11 to 16 foot-candles proved inconvenient in this respect. But 
it is doubtful if this conclusion could be applied in the case of 
modern burners, and the matter requires fuller confirmation. 
While referring to this question we may also recall the long 
controversy that has raged round the effect of gas lamps on 

1 Elec . World., 15tii June 1913, 

2 Ibid., 13tli April 1912. 

3 Jour. f. Giisbeleuchtung , 2nd Sept. 1911. 

4 See Ilium. Eng., New York, June 1906. 
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. y r in i-(>nfined rooms. Comparative ; 

ifw j r u-otrieity have been instituted and have \ 

, . s ]',’t* !hit iinidi remains to be clone in 

’ . , ( f experiments by different observers 

T.-iking a broad view, it may be said that 
i. : .. * ; ;r incandescent burner lias done much to 

, ?4 b :nm*r]y urged against gas lighting with 

/ ; :h ? ‘ atmosphere, undue heating, and fonna- 

:iv y 5*}if ,jiS'-. Iii modern well-ventilated rooms, 

v.... u t>; tunii" of lamps, no inconvenience In this 
, M,nh-nred. Un the other hand, circumstances 
jii; ; n , r * Vith in which the entire absence of products 
_* ^ 5 ,'i * y. e-niHneiueiit of the illuininant In mi air- 

,* . i( t ;, r( i 1 , jut.i^cuis and even essential, and it may then j 

t ;.v j ; ear descent electric lamps. 

bhMvs.sion left by the available records of 
. v.' t ffvt of light on the eye is somewhat in coil- . j 

i; \ :,Cb :\b no number of minute researches of a purely 
, k CaC .>'deal character have been carried out, but 
, •'< o * nr,> a g^m nil conclusions applicable to daily life. j 

! , - * , oa- ivn«rs to papers on this subject was given by 

■ L- ; • r 1 ' Fa.r^sii^ in a recent paper at the Seventeenth t 

.:V -I,a, M« dieal < Vngre ss, held in London in 191 S . 2 The I 

: im- ado bet*ii considered l>y a research committee 
:• , na 1 y the Uluminating Engineering Society in the f 

a n i ntTin* report of this committee also contains a ' 

i s ■ ^rir-nt references. The need for fuller quantitative 
.:■> !- • e*ri::is]sed and a number of suggestions are made for $ 

: in o *i iv i 

Hot 1 f iCviiii ftnis of radiation may be harmful to tlie eyes . 

y Ae rahy admitted but the exact conditions that cause injury, . 

V;* uHi• ’tint of radiation that is harmful, have not been I 

m: a \ aM* t mined. f 

'vmwffy. while it is common knowledge that habitual I 

,,! wwg ih „ po*>r light leads to eye strain and general fatigue, ! 

; have in a at present comprehensive statistical delta regarding 1 

s-., u i >j\ iiii|:.]e, 1)» S. Eideal <ui ^ The Relative Hygienic Values of Gas l 

; i ■- inert u Journal v the Royal San. Institute, March 1908. 

'A 0 \ tii .b * < A tlit* Eye }>rot in ceil by Undue Ex pom re to Light,” paper read at 
^‘ ¥ci J jiternar miial Medical Congress,held in London, August 1913- 
•’Haraiml Radiateae and the Protection of the Eyes therefrom,” Trans „ 

■h 1 r,$,A.i v**L ix.. In 14, ]>. 307. 
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the amount of injury thus causecsi, simply because no sufficiently ' ^ 
systematic and complete inquiry i has yet been undertaken. 

These are gaps in our knowli-edge that one would like to see 
•filled before long. t 

? 

CoxcLi-gsiox. 

We may conclude this chapte r by a few general remarks on 
the value of light, not only in cc )nnection with the eye, bat as a 
means of preserving general heal jfcli. Medical science now seems 
to recognise that abundant illu: jnination is a necessity in the 
same way as pure water, fresh ajr, and proper sanitation. This 
view of the subject was striki' ngly expressed in an address 
delivered by Sir James Crichton- Browne about ten years ago. 

“Sunlight,” he said, “penetrai es much deeper than the skin. 

It quickens the circulation, it incr eases the oxidation in the body, 
it enriches the blood, it promote s nutrition in every organ and 
tissue. . . . Fresh air, pure water , good drainage, unadulterated 
food, well-ventilated dwellings arej cardinal sanitary requirements, 
and bright light must henceforth jhe added to their number." 1 

In addition, the effect of poo'J* lighting, whether natural or 
artificial, reacts on the health in other ways. It leads to neglect 
of cleanliness, for what is not eleajriy seen will not be thoroughly 
cleansed. It increases the difficulty °f processes which tax the 
eyes, and adds to the strain of. arduous employment. It is 
specially objectionable in the cas£ of trades which involve the 
handling of poisonous materials, arid is favourable to the develop¬ 
ment of many diseases, such as tuberculosis and anthrax. Even 
normal healthy persons are notoriously apt to be depressed by 
working for long spells of time in gloomy, sombre surroundings. 
They become morose and their health eventually suffers. In 
the treatment in the best modern sanatoria great stress is laid 
on the value of abundant sunlight- 

AVe may crystallise this general recognition of the hygienic 
value of good illumination by quoting the Italian proverb, Dove 
non va il sole va il medico ” (“ "Where the snn does not enter the 
•doctor comes ”). 

1 “ Light and Sanitation,” address delivered before the Manchester and 
Salford Sanitary Association, 24th April 1902. 
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n how, in determining the amount 
rposes, we are driven to consider 
In dealing with the question of 
thing. There are always two 

distinct aspects, the physical > d ^ e Physiological, from which 

-- -* and it may therefore be well to 


In the last chapter we have se« 

of light required for various 
the peculiarities of the eye. 
«ok>ur we ini exactly the sa: 


problem must be studied! “ a * 

»v alittle mom on the theory] of c ° louJ ; Pf rce P^ 

‘ The authors would like k!> make lfc clear that 
mote* to he in a position to 1 . . J J „ 

regarded as entirely satisfacW Thls 18 a matfcer for the 
expert in physiological optics ’ to determine. The older theories. 


they do not 
present a theory which can "be 


smell as those of Bering anf Helmholtz, require substantial 
modification to account formal Phenomena now known to us. 
So much is clear. But there a maa T P° mte m connection with 
colour-vision which are still obscure, and on which even the 
gimteitt authorities seem to dit* er * 

Some Theories or Visio N mi> Colour Perception. 

TIi# exact maimer in which* the sensations of light and colour 
mrwe hap long been a matter \ speculation. We have seen 
that tht origin of the stimulus^ se ^ ia8 *** complex and 

delicate mechanism of the reiijp^ connected with the 

lighb^isitiv# pigment therec** 1 ^ own visual purple. 
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Naturally, therefore, many physiologists and physicists have 
been disposed to explain the perception of light on a photo¬ 
chemical basis. Sir William Abney has expressed his belief to 
this effect, and the researches of J. Chunder Bose 1 have shown 
how readily many phenomena characteristic of the eye, such as 
its response to stimulation and its susceptibility to fatigue, can 
be reproduced with photoelectric silver cells. It appears to be 
generally believed too that the stimulation of the optic nerve 
system is accomplished by means of a minute electric current 
flowing from the retina, and this has been measured and found 
to be dependent on the intensity of the light striking the eye. 
It also appears to be greatest in the case of the yellow-green 
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O) Wireless electrical receiver. (&) Human eye. 


Fig. 68.—Comparison of the resonance curve of wireless telegraphy 
receiver with the luminosity curve of the human eye. 

rays in the spectrum, to which, as we shall see shortly, the eye 
is most sensitive. 

On the other hand, the light-receiving apparatus of the eye 
has been likened to the tuned receivers of electro-magnetic waves 
used in wireless telegraphy. Light-waves are merely electro¬ 
magnetic waves of very high frequency, and it is natural to 
suppose that they would be detected by somewhat similar means. 
To .illustrate this point we reproduce an interesting curve, 
published not long ago by Dr Fleming, 2 connecting the frequency 
of the received electrical oscillation with the resultant current 
flowing through the receiving apparatus. By the side of this 
we reproduce the corresponding curve for the luminosity of the 


i J. Chunder Bose, “ Response in the Living and Non-living”; see also 
“An Electrical Theory of Vision,” by same author, Photographic Journal , 1902, 
p. 146. 

3 Electrician , 31st May 1907. 
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.r,-rnH , 1 —i. V the eye, and it will at once be seen how 

.i- - „ „ curves resemble each other. Sir Oliver Lodge 

i. „ iiCns*.' i*. mu sired the mechanism of the eye with the 

r , : in the receiving circuit of a wireless installation. 

H, tkit an E.M.F. is always present in the eye ready 

, .. .in <•',c'rival current, which in turn may be supposed 
t n- to the sensation of light. He also suggests that the 

,, r .1’ .• *miv k‘ shaken by a muscular effort as soon as 

r;.. ,j . .tunuhis* is removed, so that it returns to its former 
li hetiug elate. According to this view there is always 

j, ;’i . ij, tk“ we a source of light-sensation. The light only 

| hb ih* trigger /' 1 

It 1 s iutAri-tiii^ to observe that these two theories may prove 
t.» b iiMvly different methods of expressing the same thing, 
ft >v it ^ nuw 1 Relieved that photochemical action takes place 
ihi* inns of tin* chemical substance acted upon have a 
nx* t*i! j»ii»>d of vibration comparable with that of the wave 
it ti cm mg thmn; consequently they move in sympathy with the 
h,u»‘ tins 1 illation results in the breaking up of the old 
nr‘hviik* and the creation of new ones, and chemical action 


Iiih difficulty of being forced to imagine apparatus situated 
m the r« t;na which has not yet been demonstrated to exist is 
i iif»nmtoivd 111 most of the theories that have been put forward 
to ax plain the perception of colours. One of the most widely 
known theories of this kind (which has indeed taken such deep 
rvut hi the existing text-books on the subject that any modifica¬ 
tions in it almost pass unnoticed) is that upheld by Young, 
lb‘linholt/, and Maxwell. Having received such distinguished 
^np|w4t, it is not unnatural that the theory should have been 
generally adopted, jnwhaps in a more unquestioning spirit than 
vo tali! have been approved by its original sponsors. According 
to fhi* theory there are present in the eye three distinct 
elementary colour sensations, the red, green, and blue-violet, 
and the impression made by any mixed colour consists in the 
combined impressions of these three primary sensations. The 
\oung theory seems to tit in with the wireless telegraphy 
analogy rather well. The idea appears to be that there may exist 
tlirce distinct sets of organs responding, like the tuned receivers 
in wireless telegraphy, to light waves of the frequencies 
eorresp aiding to the three primary colours. No such receiver 
1 %-mUmg through Spam without Wires. 
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can be tuned ,to respond only to waves of exactly one frequency. 
There will exist a wide range of frequency on either side of the 
point of maximum sensitiveness, for which a gradually diminish¬ 
ing response will be obtained (just as shown in fig. 68). 

From the purely physical side the theory has much to 
recommend it. It has been demonstrated that by mixture of 
these three colours one can actually reproduce practically all 
the known tints, and advantage of this fact has been taken 
in the so-called “ three-colour processes ” used in lithographing 
and in colour-photography. It is therefore a convenient method 
of regarding colour-mixture. On the other hand, there are 
certain phenomena which suggest that the theory is not a 
complete statement of the facts. For example, it appears that 
the statement that any colour can be matched in this way is not 
rigidly true, and that the exact colour to be selected for the 
blue-violet is not certain; in some cases a genuine blue, in others 
a colour more closely approaching violet,, is said to be necessary. 
Again, one essential consequence of the theory would appear to 
be that light and colour are inseparable. Yet it is known that 
even the normal eye loses at weak illuminations the power of 
distinguishing colours, while still able to see light; and it has 
been shown that this effect is connected with physiological 
peculiarities of the retina which have not been taken into 
account by the Young theory. 

Like most theories of colour-vision, the Young theory finds 
itself in difficulties when applied to explain colour-blindness 
Such cases were formerly explained on the assumption that one 
of the three primary sensations was either weak or absent. 
Some people who habitually confused reds with black, for 
example, were termed “ red-blind,” others “ green-blind,” and so 
on. Some interesting experiments conducted by Prof. Burch 
seem to have been in good accord with this idea. 1 By focussing 
a strong coloured light on the retina, so as to fatigue that 
sensation, he produced temporary colour-blindness. For example, 
after the eye had been exposed to very powerful red light, red 
objects appeared dead black. 

But it is evident that colour-blindness may be of a more 
complicated character, and many cases have occurred, which 
appear to have been inexplicable on the basis of the Young 
theory alone. 

For example, cases seem to be known in which the power of 
1 Proc. Roy. Soc. of London, 1898. 
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,:jo , - »-m! an- i> defective or even entirely absent, but 

,y * ^ , corresponding loss Ill the perception of light. 

W lunitimis the ease of a certain sea-captain 

m*4 his power of distinguishing colour almost 
, 1 * E\t*rvthi»g appeared a nonedeseript drab hue, 

An .\ tv /„lv tint that he could recognise at all was blue. Yet 
ip. a b M m i nri^lxv light and shade did not seem to be 1m- 
pmv tub as a nuitt^r^of fact, lie continued to discharge his 
,p,. s « wVi ut difficulty. It would seem unreasonable to 
, r! », X j ] a i n ti ]] eases of colour-blindness on a purely 

Poj the visual apparatus receiving the light- 
th 4 * n» tv> e<»nvt*ving the stimulus to the brain, and the 
pr-pivr c* litres in the Vain itself, all play their part in 
mg u- distinguish colour. A weakness anywhere In 
thk rimm h|* mnecth>n may produce abnormal vision. Thus, 
ari4iiuy t<> Kdridge Green, concussion and congestion of the 
Gr G11 tu'simntlv caime colour-blindness, and this defect accom- 
v an* * HVt* f< ,-m s> of insanity. Various drugs also affect col our- 
xW: *w, a mi santonin, for Instance, is said to produce “yellow 
vw ’u hi bright light and “ violet vision ” in weak light. From 
fclm pmvly physiological side it seems difficult to find much 
‘'Upp.ot t >r tin* Young theory, for no vestige of the three 
ri f , t rgan- gifted with the powers of perceiving respectively 
rr*h grtvii, or blue light has yet been observed. 

Thriv on- certain other colour phenomena which led physi- 
oVgbt- at one time to adopt another theory of vision. It has. 
Wmi lyeiithmod that at very weak illuminations the eye loses 
Its power of distinguishing colours. Bright red shades become 
jet black, greens and blues appear a peculiar white. It is also 
stated that in very intense light there is confusion of colours, 
duo to dazzle. These facts, coupled with the knowledge that 
forms of colour-blindness exist in which destruction of the 
coloui -«eme does not involve loss of perception of light, led to 
Hit? so-e&llt'd He ring theory. According to this theory there 
three photochemical substances in the eye. The first of 
thm-* h supposed to undergo a certain constructive change in 
one direction when acted upon by red, and the opposite destruc¬ 
tive change when subjected to green light. The second element 
undergoes similar changes for yellow and its complementary 
colour blue, while the third element Is supposed to be responsible 
for the sensations of light only, and to undergo similar chemical 
1 CoIour-blindn$f$ and Colour Perception. 
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changes corresponding with black and white. It will be seen 
therefore that the theory permits of a light-sense as .distinct 
from a colour-sense, and is compatible with the phenomena at 
very weak and very strong illuminations mentioned above. 

These three processes, it was supposed, might be accomp] ished 
by the chemical changes in three distinct photochemical pigments 
in the retina. It is true that these substances, like the three 
sets of organs presupposed by the Young theory, have not yet 
been detected physiologically, and are purely supposititious. But 
assuming their presence, the theory suggested a plausible method 
of accounting for certain effects known as successive and 
Simultaneous contrast. 

Other theories of colour-vision have been put forward, and 
interesting discussions of some of these will be found in 
Helmholtz’s great book on physiological optics. 

It may be well at this stage to give a brief account of some of 
the speculations that have been made regarding the behaviour of 
the minute retinal elements known as the rods and cones. The 
theory of the action of these organs is generally attributed to 
v. Kries. 1 It has attracted much interest, and has been regarded 
as throwing light on a number of circumstances which neither the 
Young nor the Hering theory seems competent to explain. The 
theory of the action of the rods and cones has been applied by 
Lummer 2 and others to account for phenomena observed in 
heterochromatic photometry. 

Allusion has already been made to the curious changes in 
the brightness of colours that occur in fading illumination. 
Suppose that two pieces of bright red and green paper, about 
6 inches square, are pasted up side by side and so chosen that, 
with the eye at a distance of about 10 inches, they appear equally 
bright. Then it will be observed that if the eye is removed to 
a distance of 40 feet or so the brightness in the two cases is no 
longer the same. The red appears unquestionably the brighter 
of the two. This phenomena is sometimes spoken of as the 
“ yellow spot effect.” 

Now, suppose that we return to our position close to the 
coloured papers and try the effect of gradually reducing the illum¬ 
ination (if the room is lighted by daylight this can conveniently 
be done by gradually pulling down the blinds). It will soon be 

1 “liber die Fimktion der Netzhautstabchen,” Zeitschr.f. Psych, u. Phys. d. 
Sinnesorgane , vol. ix. pp. 81-123, 1894. 

2 Die Ziele der LeuchtechniJc , 1903. 
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)t ,, t i, e brighter <>f the two. As the illumina- 

' " 7‘ j g;]! further the colours become indistinct, and 

" 1 ; ,j .q'pears jet black and the green appears a 
.!.,ntioned in the last chapter, Prof. Burch 

' , ..vnitiug for some hours incomplete darkness 

, , , ■i!i"!iing colours returns.) 

N , .. j', ,.‘Vi~ Voting theory nor the Hering theory could 

, , iV \.,p „id he the case. There is another fact for 
■ erv can account, namely, that when the surfaces 

, • small angle at the eye the Purkinje effect (as 

,, , .;ii.'):a is termed) does not take place. Both 

, , % * t rAJV together into darkness. 

•\ * / V‘the rods and cones has been briefly alluded to 

* i< At one time it seemed that this theory ex- 

: ,.‘>i . ^}Ately the various difficulties met with in colour 

\ n t’i j. nd it is still quoted to a great extent by photometric 
jS };,j* q i s only right to mention that the very latest 
. A a ^.r to show that it requires some modification. 

N \, ♦»>■*!■ this whole discussion is so interesting as an illus- 
i 11 t’ - Waring of physiological optics oil photometry and 
, , i hiiir that it cannot be passed by. 

fn* * s^aitui ]f lints in the theory are as follows : The rods are 
w It * k v^Mtive to light, but not to colour. Light of any 
i a; ivan to them white, but they are most sensitive to 
5 mi iight They are, moreover, sensitive to very weak 

h;V hit the illumination is increased they become, as it were, 

- and do not respond any further. 

Flo i s, on the other hand, perceive colour, but are most 

- ndtn i t i \vlIow light, and, while they do not respond at the 

I i‘ him* ’Mtions at which the rods can act, they continue to 
: u to inrn am„h 1 stimulus, once they have started, long after 

i .• v<ds have reaped to do so. 

* iitly, at very low illuminations, the rods are pre- 

d * m ml Faint green and blue objects appear aluminous white, 
ml otijerts appear dead black. As the illumination is 
i * wU tie eotws suddenly begin to act and the colours appear. 
T'r o tokv- p!u«v what Lurmner has aptly described as “the 
ton .’ 1 A tin* rods and cones / 5 It is while this battle is in 

I I -n-.v* taut the Purkinje effect is noticeable 

But the Purkinje effect is believed to be complicated by the 
p* vuaar distribution of rods and cones over the retina. Outside 
Hr ivlKm the rods are most numerous, and there are only 
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Isolated cones here and there; -while at the extreme periphery 
only rods exist. Within the yellow spot, on the other hand, the 
cones are predominant, and there are relatively few rods; while 
at the very centre, the fovea centralis , there appear to be only 
cones and no rods at all. Consequently, when the luminous 
image falls within the yellow spot, little or no “ battle of the rods 
and cones ” takes place. Evidently" this unequal distribution of 
the rods and cones might also explain how it is that the relative 
brightness of a red and green surface depends so greatly on the 
part of the retina on which the image is received. With a high 
illumination, such that the cones have presumably become the 
predominant organs, the effect is naturally less noticeable. It 
becomes pronounced for illuminations under about one-tenth of 
a foot-candle. 

Another apparent consequence of the distribution of these 
retinal organs is that at normal high illuminations the centre 
of the eye possesses the greatest acuteness of vision. But in a 
very faint light this cone-supplied region is almost blind, and 
vision is accomplished mainly by the surrounding region. There 
are also people who are “ day-blind,” i.e. who can see as tv ell as 
anyone in a dim light and in the night-time, hut during the day 
possess less than normal acuity ; such cases -were assumed to be 
due to defective cone-vision. Other people have the character¬ 
istics of “ night-blindness.” They can see perfectly well in the 
daytime, but find it difficult to see their way about in the 
twilight, and were therefore supposed to have imperfect rod- 
vision. Other evidence in favour of this theory is based on 
the examination of the eyes of various animals. Birds in 
general retire to rest in the night-time. Indeed, their period 
of sleeping is so much affected by the intensity of light that 
they have been known to retire during a solar eclipse, and in 
.some cases the sleeping hours of tropical birds in a menagerie 
have been controlled by the use of artificial light. Xow, it 
is stated that the eyes of birds contain almost entirely cones 
and few rods. The retinae of nocturnal creatures, on the other 
hand, such as the owl, the mole, and the bat, are said to contain 
rods only. 

The above is an outline of the rod and cone theory. When 
the visual purple was discovered in the retina it was at first 
thought that the nature of vision was made clear, until it 
appeared that in the yellow spot, where acuteness of vision is 
greatest, no visual purple exists. The theory of the rods and 
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se ,. n „-d destined to replace theories depending- 

u-tioii •>£ the visual purple. . 

.„ 51 ti v however, there appears to be a reversion to- 
# ; ti • llr Edridge Green has announced that visual 

1 1 ‘-’11 1 in between the cones on the yellow spot,and 

; Y ,1 ni# dons accompanying its motion outwards to- 

; “ . : r Y inK towards the cones can be demonstrated by 
“ , .f" V ^iVxprriments. 2 This authority holds the view 

‘.i'^.ii^jnMlishedbv the agency of the cones, and that 
' . i 1V .. rt secondary function of distributing the 

' . j / T-Ythe ebb and flow of this substance, according 

YYy \\T> mi »iv" or less dark-adapted, are due the curious- 
m r ; , 5 wii5**!i take place with fading illumination. 

1 * rYY reason to suppose that the Purkinje effect 

^/v’kv' minted for to some extent without assuming any 

Y Yi_ x wupiviiKiey between two sets of organs to take place, 
f - ; j]d't 4 ars that the low sensitiveness to red light, and the 
, ,,, l4l arliiv' high sensitiveness to the blue and green rays with 

ohyjihh iYeharacteristic of photochemical action in general, 
k o to note that a similar effect has been noticed in 

V •• selenium cells. 3 

Availing to this view, the most essential element in colour- 
\id--F is ttip visual purple, the chemical changes in which stimu¬ 
li*,. t !;*' which in turn transmit the message to the brain. 

It G pointed nut that the complexities of colour-vision might 
partly U* explained on the assumption that the visual purple 
contained quite a number of different photochemical substances, 
nil Ian mg their characteristic range of sensitiveness to light of 
ditfmvnt colours. 

It? Edridge Green has also formulated a theory of • colour- 
hhitdiios. It is, of course, recognised that such defects may arise 
through injury to the retinal apparatus. In tobacco-blindness,, 
for eximph, the colour-sense is frequently lost over small regions 
of the retina, so that the tints of large objects can be distin¬ 
go bled, while those of small ones are less readily perceived. 

1 lot it is also emphasised that in many eases the defect lies in 
the pmvr of analysis in the brain. People are occasionally met 
with who are quite tune-deaf, not because their ears are defective, 
hut merely l»muse their power of analysing musical sounds has. 

1 See Ilium. Eng., London, vol. iL, 1009, p. 210. 

1 Jmt % Qf Physiology, vol. xli. 

3 A, Hand, Physical Review, vol. xxxiv., May 1912. 
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never been properly developed The same applies in some 
measure to colour. It -would seem that even people with so- 
called normal vision, do not properly discriminate the seven dis¬ 
tinct colours said to exist in the spectrum ; only the gifted few 
•can really detect three distinct colours in the blue-indigo-violet 
region. Others there are who can apparently only distinguish 
five, four, three, two, oj* even one colour in the spectrum. This 
incapacity does not necessarily imply any loss in the perception 
•of brightness, but only imperfect power of analysis. 

The date at which the colour-sense in man first made its 
-appearance seems very uncertain. Some writers, of whom Mr 
Gladstone was an eminent example, have put forward the view 
that colour-vision as we now know it has only developed within 
quite historic times. The evidence in favour of this view is 
largely philological, "being based on the methods of describing 
colour found in such writings as those of the Hebrew prophets 
and of the ancient Greeks. For instance, the fact that Homer 
described the sea as “ wine-coloured ” has been adduced as 
•evidence that he lived in an age when the sensation of blue was 
imperfectly developed. It is also said that the ancient Egyptians 
frequently confused the terms used for yellow and blue, and that 
the colouring adopted in their decorative designs for natural 
•objects is such as to suggest defective colour-vision. According 
to the theory of evolution, it is difficult to understand how so 
radical a change could occur within such a comparatively short 
time, and it is therefore necessary to suppose that the colour- 
sense is a matter of education rather than evolutionary de¬ 
velopment. Grant Allen has collected interesting data relating 
to the colour-sense of many different living races. 1 He found 
that all, even the most degraded species, the bushmen of 
Australia and the wretched inhabitants of the Andaman Islands, 
appeared to have a well-defined sense of colour. He was there¬ 
fore led to the conclusion that any such change in colour-vision 
must have come about very early in the prehistoric existence of 
mankind, and not in comparatively recent times. 

The theory that colour-sense is mainly a matter of education 
seems, however, to fit in with Dr Edridge Green’s experiences. 
It may he imagined that at one period all colour's appeared the 
same, so that the spectrum would appear a uniform drab tint. 
The first step would be the development of a trace of red and 
violet at each end of the spectrum, merging in the centre. 

1 The Colour Sense . 
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1 , • \ Hi Mitenunliate colour in tlie centre might appear, and 

; .gO,j. t ,3i Jlt o tints would make their appearance as the 
IX ' improved. According to this view, cases of 

X_ t ' 7) (people who can see only three, two, or 

I'*' , „X iiilit) are still met with, while people who can see 
, n ; t ,,' (U1 rs arc comparatively common. People who can 
JXuirs. on the other hand, are yery rare. Dr Edridge 
I,,-.,nds that many perplexing cases which could not 
.. ..xphunedas being ■* red-blind” or “green-blind,” etc., 

/ i.-il'i into place in this classification. 

’ |l s x * however, necessary to make one other supposition. 

Lability to distinguish colour, we sometimes meet people 
v.ifn a ^/‘iiicwhat restricted range of sensibility to light. This 
t.hX- the film) of shortening of the spectrum at one end. A 
JW example, may find no difficulty in distinguishing red 
a e.-tXnr, Hit yet his eyes may be insensitive to very deep red 
light. When this condition coexists with imperfect colour 
dH* id munition the case becomes more complicated, and special 
luXhub oi testing are needful There may also be present sub¬ 
sidiary defects (such as tobacco-blindness, which only affects a 
nn-ihm «»f the retina), so that the diagnosis of colour-blindness 
nils v >r skill of a high order. 

Enough has Wti said to show that the perception of light 
and col mr is a complicated process which is far from being 
tic roughly understood as yet. Radical differences of opinion 
still exist, and the conclusions of authorities are constantly 
undergoing revision. Ve have entered into this subject in some 
detail because it illustrates so strikingly the need for co-opera¬ 
tion 1 jet ween the physicist and the physiologist. It also affords, 
u glimpse into the complexities of vision which underlie many 
of the problems awaiting the illuminating engineer. 


Luminous Efficiency and Radiation. 

The bearing of such facts as those discussed above at once 
Hvomes apparent when we turn to the problem of the produc¬ 
tion of light. Here we find the twin aspects of the subject 
—the physical and the physiological—in sharp relief. Ve 
fiiiisi study closely the physical processes involved in the 
production of light (whether by incandescence, luminescence, 
or other means), and we have likewise to trace the effect 
of the light produced on the eye and to ascertain what varieties 
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o£ radiation are most efficient for the purpose of “creatine 
brightness.” 

A resume of some of the latest recent investigations in this 
direction was given by one of the authors in a recent mini her of 
Science Progress. 1 For everyday purposes we might perhaps 
assume that the ideal source of light should (1) develop all its 
energy in a visible form, and (2) that this energy should be so 
distributed throughout the spectrum that its light should be 
approximately of a “ white ” character. (The exact meaning to 
be attached to the term “ white ” is a little vague. It would com- 


Limits 
of Visible 
Spectrum 
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Wave length. 1 

Fig. 69. —Distribution of energy in the spectrum of the sun, 
arc, and flame (Langley). 

prise a spectrum which was continuous and not widely different 
from daylight.) 

Most illuminants produce a vast amount of energy which is 
non-visible and therefore of little service to the illuminating 
engineer. Many researches have been made with a view to 
determining the percentage of energy developed in a useful 
form. Into the nature of the apparatus used for such researches 
we cannot enter deeply. Readers may be referred to a series 
of articles by Drysdale 2 and Coblentz 3 on this subject. The 
results of such investigations are not entirely harmonious, being 
affected by certain experimental difficulties, and also to some 
extent by the definitions of “radiant efficiency” or “luminous- 
efficiency” assumed. Most of these researches involve the 
exploration of the spectrum with a bolometer or thermopile so 

1 “ The Luminous Efficiency of Illuminants, 55 April 1912, p. 536. 

2 “ The Production and Utilisation of Light, 57 Ilium. 7tng., London, voL 
i., 1908. 

3 “ The Distribution of Energy in the Spectra of Illuminants, 57 III urn. Eng. y 
London, vol. iii., 1910. 
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a> in ♦■‘stiniiitt* the distribution of energy in the visible and 
isibit* regions. 

Thr one broad fact which, stands out from all such re- 
u > is the surprisingly small percentage of the total energy 
whk*i; is auiikhle as light As an illustration, we may take the 
tskiving tnl>It* compiled by Lux . 1 It will be noticed that in 
oi-st i-ssrs all but about 5 per cent, or less of the energy 
s pphol is wasted. In order to illustrate these relations more 
i u ! kt ly we reproduce in tig. 69 the distribution of energy in 
to ^luetra of various illuniinants, and in tig. 70 the curve of 
Mo Li^Mty of the eye. 

F \\ii k si.-L uminous Efficiency of Various Illuminants 
(According to Lux). 


Source. 

Luminous Efficiency 
(percentage total 1 

energy radiated as 


visible light). 

Petroleum lamp. 

0.25 

Incandescent gas, upright: 

0*46 

„ „ inverted 

0*51 

Electric incandescent lamp : 

Carbon filament. 

2*07 

Tantalum „ . 

4*87 

Tungsten .. 

5*36 

Ai clamp, d.e. enclosed .... 

1*16 

n n open. 

5.6 

„ flame..... 

13*2 

— 

. 


It will l>e seen that the maxima of these curves are in 
general far out in the infra-red, so that the percentage of energy 
that falls within the visible range is exceedingly small. There 
are obviously two ways in which the yield of light might be 
improved. We might, firstly, try to shift the maximum of the 
curve backward until It came directly over the middle of the 
vhible spectrum, like that of the sun. Or we might strive to 
produce light in such a way that the useless non-visible rays are 
omitted entirely. 

Here again the complete discussion of the underlying 
physical problems of light-production would carry us too far 
illicit!. A good analysis of these conditions, followed by a very 
complete series of references to literature on the subject, has 

, IwF* Etfide “ y ° f 00111,11011 S<HlrCeS 0f Light ’” }llum ■ London, vol. 
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been recently published by Dr Hyde. 1 It may be mentioned, 
however, that most ilium inants which owe their light to high 
temperature (such as an electric glow-lamp and a flat-flame gas- 
burner) broadly resemble the “ black body ” closely studied in 
the classic researches of Lummer and Pringsheim. Kirchofl* has 
shown that a body is capable of emitting only the radiations 
which it absorbs; consequently, a truly black body absorbs and 
also emits all varieties of radiation. When heated, such bodies 
produce a confused series of vibrations of varying frequency, 
and, as the temperature of incandescence increases, the dominant 
frequency rises according to a well-defined law. Lummer and 
Pringsheim have traced out the radiation carves of the black 
body very fully. They have pointed out that the energy 
maximum is advanced towards the visible spectrum with in¬ 
creasing temperature, and this leads to a corresponding im¬ 
provement in the percentage of energy radiated in a luminous 
form. 2 At the enormous temperature of the sun (see fig. 69) 
the maximum is actually immediately above the centre of the 
visible spectrum, and Dr Drysdale has calculated that under 
favourable conditions as much as 50 per cent, of the energy 
might then be available as light. It is most interesting to 
observe, in passing, that our vision lias apparently been 
developed so as to make the best possible use of natural light. 
Presumably if the maximum of the energy curve of the sun 
had been located in the blue, our eyes would have been most 
sensitive to light of this description. 

The researches of Lummer and Pringsheim serve to show the 
importance of increased temperature of incandescence. As the 
efficiency of our illuminants has improved, the energy maximum 
has travelled nearer the visible spectrum and the light has 
become appreciably whiter in tint. At the present moment it 
hardly seems practicable to increase the temperature sufficiently 
to bring the energy maximum actually within the visible 
region. But there is room for considerable progress in this 
direction. Our present limits are often set by purely practical 
considerations. 

There is another possible means of improving the efficiency 
of illuminants, which has already proved very serviceable, 
namely, to choose materials which depart widely from the black- 

1 « Physical Characteristics of Luminous Sources, 55 lecture delivered at the 
Johns Hopkins University, Baltimore, U.S.A., 1910. 

2 Verh. JDeutsch . Phys. Gesell ., 1899, p. 214. 
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ImmIv law and exhibit ‘‘selective radiation.” Substances which 
are "highly polished—white, grey, or coloured—-usually exhibit 
t!ii> quality. What is needed is a material which absorbs, and 
therefore emits visible light as completely as possible, but which 
nets as a highly reflecting substance towards the infra-red rays. 
The NVrnst filament, the incandescent mantle, and the metallic- 
fikiiaiit lamp all stem to exhibit this quality to some degree, 
and It i\ jmsible that great advances in this direction are 
hdort 1 us. 

It hardly seems likely that an incandescent solid could be 
made to yield the theoretically ideal luminous efficiency (i.e. to 
emit only visible rays and no others). Incandescent solids. 
hau\ nevertheless, one considerable advantage; they produce 
a continuous spectrum, and therefore give fairly good colour 
definition. 

There is still a little uncertainty as to what is meant by 
“ white light/’ Most people would understand by this a light 
similar to that from the normal white sky. But assuming that 
we can specify the nature of white light sufficiently close for 
practical purposes, it is of interest to inquire what the ideal 
efficiency would be of a source which produced these particular 
rays in the required proportions and no others. According to 
R G. Nutting, 1 whose determination at the Bureau of Standards 
lias been made with special care, such a source would yield as 
much as 2G e.p. per watt. Seeing that the most efficient illu- 
minants at present available probably does not yield more than 
4 to <5 e.p. per watt, it is evident that we are still a long way 
from our ideal. 

In what has been said above it has been assumed that our 
ideal illuminant should not only emit all the visible rays in the 
spectrum, but should do so in the proportions which constitute 
dav light. \et it is clear that by disregarding colour, and aiming 
on.!} at the production of as bright a light as possible, consider- 
ably more efficient results might be obtained. It is obviously 
uneconomical to include the rays at the extreme ends of the 
spectrum, the deep red and violet, which are just on the border¬ 
land of visibility Clearly, if quantity of light be the sole con¬ 
sideration, our right course would be to ascertain the precise 
ray tor which the sensitiveness of the eye was a maximum, and 
then produce only this variety of radiation. 

The question arises, therefore, where in the spectrum this 
1 Bull . Bureau of Standards, 15th May 1911. 
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position occurs. At once we find ourselves faced by the physio¬ 
logical peculiarities of the eye described in the first portion of 
this chapter. The answer depends on the intensity of the light. 
We have seen that at very weak illuminations the eye is appar¬ 
ently highly sensitive to the blue-green end of the spectrum, 
but comparatively insensitive to red. As Sir Wm. Abney and 
many other investigators have shown, the maximum (sunlight) 
luminosity for high illuminations commonly occurs near 0’58/t; 
whilst for a fully dark-adapted eye and a very faint illumination 


it may occur near 0*53^, 
or even lower. This 
effect is illustrated in 
fig. 70. 

It is evident, there¬ 
fore, that the most 
efficient form of light 
will depend on the use 
to which it is put. For 
example, yellow mono¬ 
chromatic light might 
be the best for a very 
brightly lighted adver¬ 
tising placard. Eut for 
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Fig. 70.—Shoeing distribution of luminosity in 
the solar spectrum at high illuminations (curve 
drawn full) and by a very feeble light (curve 
dotted). 


marine signals, the value 

of which is judged mainly by the limiting distance at which the 


light can just be seen as a luminous point, greenish blue light 


might be preferable. 

The great majority of industrial uses of light demand a fairly 
high illumination, and should be judged on what may be called 
the “ upper register ” of vision. On this assumption Nutting has 
calculated that the most efficient light for creating brightness is 


the yellow-green (0'54/x). He estimates that if it were possible 
to secure a source which produced only this quality of radiation, 
an efficiency as high as 65 e.p. per watt should be attained. 

This principle of “ luminescence,” i.e. the production of certain 
lines in the spectrum corresponding with the natural frequency 
of oscillation of a substance, has heen used to some extent in 


practice. In the flame arc a certain amount of light is derived 
from the incandescent tips of the carbons, but the greater 
part of it comes from the luminous bridge of vapour between 
the electrodes. The high efficiency of the yellow-flame arc seems 
to be due to the fact that materials yielding several vivid 
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j MI ,. s i u the yellow-green and orange are present- in this stream 
ui vapour. * These lines are superimposed on the continuous 
sMatriiiii flue to the incandescent carbon, and naturally distort 
i in- r obiir of objects illuminated by them to some extent. 

The judicious use of the luminescence set up in rarefied gases 
„ r metallic vapours should yield efficiencies considerably in excess 
1.4 those attainable by the use of incandescent solids, which yield 
/ jiijjjble of vibrations, many of them non-luminous. But, 
naturally, the production of line spectra is apt to occasion some 
degree Jf colour distortion. A notable Instance is the mercury- 
vapour lamp, which, as we have seen, yields only strong lines 
in the yellow, green, and blue-violet, but no red. 

hiventors have long cherished the fascinating idea of a cold 
phosphorescent light which, portable and self-contained, would 
absorb light by day and return it automatically when night has 
fallen. Fanciful as such an idea may seem at the moment, it is 
not inconceivable that it may be realised in the future. At 
present, it is true, phosphorescent materials yield but a feeble 
light of short duration, and its colour is usually a peculiar green 
or Hue. hardly suitable for practical illumination. Nevertheless, 
progress lias been made. Our stock of phosphorescent materials 
has Improved, and we understand better liow to prepare such 
substances in a highly active condition. Moreover, we have 
now available sources like the quartz tube mercury-vapour lamp, 
which are very rich in the ultra-violet rays; on the exciting 
action of these rays the phenomena of fluorescence and phosphor¬ 
escence mainly depend. By the aid of such lamps wonderful 
results have been obtained in America, and were witnessed by 
one of the writers In the course of a recent visit to that country, 
but little lias yet been published on the subj ect. For novel stage 
effects their value is already recognised. Mechanical butterflies 
may be coated with luminous paint, and by the same means 
the dress of a danseuse can be made to gleam with living fire. 
It lias even been found possible to produce in the laboratory 
landscapes glowing with approximately natural colours. 

The possibilities of phosphorescence appeal to the lighting 
engineer for another reason. There seems good reason to 
suppose that the luminous efficiency of such a method of illumin¬ 
ation would be exceedingly high. Prof. S. P. Langley 1 many 
y<mrs ago came to the conclusion that all the recognisable radia¬ 
tion from the fire-fly was concentrated in the visible spectrum— 
1 tangley and Very, A nuricafi Jour, of Science, xl. p. 97, 1890. 
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a I'esult which seems to have been substantially corroborated by 
the later researches of Ives and Coblentz. 1 Dr E. L. Xiehols 
of Cornell University has also made researches on a larye 
number of phosphorescent materials ; lie, too. has been struck br¬ 
ibe high luminous efficiency of such sourees.'- 


The Colour of Illujiintan-ts a yd “Artificial Daylight." 




Wave Length. 


Let us now consider further the question of colour in 
illuminaiits. We have at present no exact standard of what 
constitutes “ white light. 55 Most people apply this term sorrte- 
v ,, what loosely to the colour 

s pectru m ot daylight, Oil which Olll 

i ; impressions of the colours 

• of objects mainly depend. 

* | \ When yery accurate 

g | ‘colour-matching is essen- 

h Ij tial, work is preferably, 

I , and sonietim es necessarily, 

JY ! carried out by daylight. 

Wave Length..-~- Even this is not alwa 7 s 

Fig. 71.— Distribution of energy in the solar quite enough , it- becomes 
spectrum at the base and at the summit of necessary to reject results 
Mt. Whitney, Sierra Nevada, 15,000 feet ,, - , x 

high (Langley). obtained on days when the 

atmospheric conditions are 
peculiar and the light abnormal. “ Daylight 55 is itself variable 
both in quality and intensity. The colours of “ diffused daylight 55 
(i.e. light from the white sky), direct sunlight, and light from 
the blue sky are, as Dr Nichols has shown, by no means identical. 
Even diffused daylight, which is generally regarded as the best 
natural white light, differs according to the locality, and it is a 
well-known fact that in towns where foggy and smoky conditions 
prevail, the quality of the light is distinctly redder than in the 
country. The influence of altitude is strikingly shown in fig. 71. 
This is taken from the researches of Prof. Langley, who deter¬ 
mined the distribution of energy in the solar spectrum at the 
base and the summit of Mt. Whitney, one of the loftiest peaks 
in the Sierra Nevada, 15,000 feet liigh. s This illustrates very 

1 Trans. Am. Ilium. Eng. Soc Sept. 1909. 

2 Paper read before the Franklin Institute, 29th IMarch 1906; Ilium. E?ig ., 
U.S.A., Oct. 1901). 

3 Lecture before the Royal Institution, 1885, London. 
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strikingly tlie absorption of the blue and ultra-violet. Could we 
but penetrate above the earth’s atmosphere altogether, the colour 
of sunlight would presumably appear a rich blue. 

Fig. 7:2 represents the conclusions of Dr Nichols on the 

selective atmospheric absorption of various colours by the 

atmosphere. 

It will be seen, therefore, that for accurate colour work an 
artificial illuminant giving light of exactly the same colour as 
normal daylight, but more constant in operation, would be very 
useful. It may perhaps be thought that the variations in colour 
of daylight are not very serious, and except in very accurate 

work this is perhaps so. 
But the fluctuations in 
intensity also constitute 
a difficulty. In the short 
winter days the hours 
of work are necessarily 
curtailed, and even in 
the summer time inter¬ 
ruptions may be caused 
by the abrupt diminu¬ 
tion in brightness clue 
to sudden storms, clouds, 
or fog. 

The colours of arti¬ 
ficial illuminants in 
general differ consider¬ 
ably from that of day- 
such illuminants as the 
tube, which yield very 
So long as 
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Fig. 72.— Transmission of light of various colours 
by the earth’s atmosphere (Nichols). 

light. Even leaving out of account 
mercury-vapour lamp and the neon 

peculiar line spectra, there is plenty of variation. _ 

we are concerned with the appearance of white objects, wbieb 
reflect all the colours of the spectrum equally well, the varia¬ 
tions in such sources as the incandescent mantle and the 
electric carbon and metallic filament do not greatly trouble 
u& We soon become accustomed to tbeir colour and accept a 
white object illuminated by tbeir rays as white. It is, indeed, 
questionable whether for ordinary everyday purposes people 
desire an exact duplicate of daylight. Such a light gives the 
impression of being somewhat “ cold,” and there does seem a 
preference for mellow yellow rays, which give a suggestion of 
warmth and comfort. As explained in the previous chapter, this 
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may be due to mental association. On the other hand, we must 
bear in mind that the mere fact of the whiter light being a 
novelty may cause a prejudice against it. People now seem to 
be getting accustomed to the light of the tungsten electric 
lamps, the light of which appeared cold at first. Looking back¬ 
ward, we find exactly the same impressions regarding the gas 
flame, nowadays regarded as giving a comparatively warm tint. 
Thus in 1819 the great chemist Clement Desormes spoke of the 
new illuminant, gas, as follows:— 1 

“The light is of a disagreeable yellow colour, entirely different from 
the red and warm gleam of oil lamps; it is of dazzling brightness; its 
•distribution will be impossible and irregular, and it will be much dearer 
■than oil lighting. ...” 

Yet when the electric arc lamp appeared in 1874, we find 
another writer extolling the warm hues of the old gas-burner. 
Thus Mons. J. Bailie :— 2 

“La nuance de la lumibre blectrique est triste, les objets se teignent 
cFune couleur livide et blafarde due a Papparance bleuatre des rayons 
et il n’y a m£me pas a desirer que cette lueur remplace les bees de gaz 
•qui egayent et font vivre les boulevards. ...” 

However, setting aside the question whether or no it is desir¬ 
able to imitate daylight for general purposes of illumination, it 
is obvious that the variation in tint of artificial illuminants gives 
rise to inconvenience when we are at all concerned with the 
•observation of colours. Besides certain industries which demand 
great accuracy in this respect, such as dyeing, colour-printing, 
textile work, etc., there are many other cases in which confusion 
of colour is a drawback. For example, the fact that flowers, 
dresses, carpets, wall-papers, etc., which are selected by daylight 
may appear quite a different hue under artificial light is a 
•difficulty. In a draper s shop it is by no means uncommon to 
see the shopkeeper carry the material to the doorway in order to 
let a customer judge of its true colour. Many colours which 
match under artificial light may not do so in the daytime, and 
vice versa. At present the artist’s work must be done in the 
daytime, and pictures illuminated by gas or electric light rarely 
exhibit exactly their true colours. An exact artificial daylight 
might enable such work to be done in the evening, and might 

1 See Cantor Lecture before the Eoyal Society of Arts, London, by Prof. 
<lrylls Adams, 1881, “ on Scientific Principles of Electric Lighting.” 

2 Eugene Defiance, Histoire de lEclairage des Rues de Paris , p. 187. 
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also prove acceptable for the artificial illumination of picture 
galleries. Among other industries which demand white light 
may be mentioned the grading of hops, flour, coffee, and tobacco 
(which is sometimes done by colour), and the examination of 
precious stones. 

The apparent hue of an object depends mainly on two things, 
(1) its intrinsic capacity for reflecting various colours, and (2) 
the colour of the light by which it is illuminated. To these 
might perhaps be added certain physiological factors, such as the 
state of adaptation of the eye, the personal colour-vision of the 
observer, and the effect of simultaneous contrast from adjacent 
colours. From a practical standpoint these last three items are 
not of very great importance as a rule, although in special 
circumstances they may become so. But it goes without saying 
that a trained expert in colour-matching will often recognise 
slight variations in colour which are not detected by the ordinary 
observer. 

The discussion of the physical explanation of the colours of 
surfaces would take us too far afield. A distinction has to be 
drawn between the colours of polished surfaces and thin films, 
which are often determined by interference and diffraction of 
light; and the colours of matt surfaces. In the former case the 
colour may be determined by what takes place at the extreme 
outer surface of the material, in the latter it may be due to the 
fact that the light has penetrated the upper layer of the material 
and then been reflected out again, losing some of its constituent 
wave-lengths while doing so. 

In passing, it is of interest to mention the theory of “ optical 
resonance.” According to this theory the colour of a surface 
may be due to the fact that it contains minute particles whose 
size enable them to resonate with certain wave-lengths of light. 
It is suggested that the comparatively large particles would 
vibrate in sympathy with the less rapid light-waves and thus 
emit red light, the smaller particles would respond to the 
green and blue end of the spectrum, while still smaller ones 
would be unable to reflect visible light at all, but might respond 
to ultra-violet rays. Most surfaces contain particles of all sizes 
and reflect mixed light, but by restricting them to certain limits 
approximately monochromatic light would be obtained. In 
confirmation of this it may be recalled that in photographic 
processes the colour of the print can be varied within wide 
limits, according to the rate at which deposition occurs and the 
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size of the grains of material left upon tlie paper. Chemists 
recognise a similar effect in the formation of tine precipitates and 
emulsions. 

Among the most interesting researches on this subject aiv 
those of Kossonogofi By means of a very perfect microscope he 
was able to recognise as separate particles the minute grains of 
colouring matter on the wing of a butterfly. 1 It appeared that 
the diameter of these grains varied between the limits of the 
visible spectrum. The portion of the surface which gleamed 
with any particular colour was found to be composed of particles, 
each having a diameter almost exactly equal to the wave-length 
of the light reflected. Particles varying in diameter from 04w 
(corresponding with violet) up to O’fy (corresponding with deep 
red) were detected, and there were also still smaller grains which 
appeared black. Coarser particles merely diffract and scatter the 
light in all directions without giving it any particular colour. 
Similar conclusions were reached by Prof. E. W. Wood 2 as a result 
of experiments on fine metallic films, and are likewise applicable 
to the colour of transmitted light. 

Naturally an object cannot in general reflect rays which do 
not exist in the light illuminating it. For example, a deep red 
surface illuminated by the mercury-vapour lamp, which contains 
no reel rays, appears black. There is thus a loss both in colour 
and in brightness. (An exception to this statement must be 
made in the case of fluorescence. There are certain substances 
which have the power of transforming the wave-length of some 
of the rays striking them. For example, the rhodamine reflector 
used with the mercury lamp actually converts some of the green 
and blue rays into red, and therefore appears pink and not black 
by the light of the lamp. But we find in practice that under 
ordinary circumstances fluorescence is either absent or too feeble 
to exert any appreciable effect.) 

When, therefore, we have to deal with a line spectrum in 
which certain colours, or portions of a given range of colour, are 
entirely missing, the hues of objects illuminated are necessarily 
distorted. In the same way, if part of a continuous spectrum 
is accentuated, colour distortion will occur. The majority of 
artificial illuminants yielding continuous spectra differ from 
daylight mainly in having relatively less blue and more red in 
their composition. Consequently the green and blue shades are 

1 PhytikaMsche Zeittckrifl, 4, pp. 208, 257,1902-3. 

a Phil. Mag., 1902, p. 396. 
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4ipt to appear unduly dark hy artificial light, and are sometimes 
confused together; red and orange, on the other hand, may be 
unduly prominent. 

There are several methods of comparing the colour values of 
artificial illuminants. Some of these are well illustrated Tby a 
paper read by 31 t T. E. Ritchie before the Illuminating Engineer¬ 
ing Society in 1911. 1 He arranged a series of coloured ribbons 
and illuminated them successively by the light of various lamps. 
Particulars were noted of the visual effect of the various colours, 
the change in hue being described verbally as set out in 
Table III. 

Tests were also made of the reflecting power of each of the 
ribbons. If the reflecting power of each of these ribbons proved 
to have exactly the same value by daylight and artificial light 
there would be a strong presumption that the spectra of the 
illuminants were identical. But an exceptionally high coefficient 
for a certain colour would indicate that the illuminant was 
richer than daylight in these particular rays. Tests of the 
ribbons were also made with the tintometer. Finally, a series 
of photographs of the ribbons were taken with special Wratten 
plates, which, it is stated, are sensitive to the various colours 
■of the spectrum in almost exactly the same manner as the eye. 
Here, again, the fact of the tones of the ribbons coming out in 
exactly the same way (under standard conditions as regards 
illumination and development) in the case of daylight and an 
artificial illuminant would be evidence of a close resemblance 
between their spectra. 

During the last few years the idea has often been adopted 
of arranging a series of booths, each illuminated by a different 
form of lamp, in which the effect of various illuminants on 
coloured articles can be demonstrated. This gives a rough visual 
conception of the differences that can be produced in this way. 
Special instruments have also been devised to study the com¬ 
position of colours numerically. The tintometer apparatus 
involves the matching of any prescribed tint by combinations of 
coloured glasses of varying opacity. In the Aron instrument 2 
tints can be reproduced by a combination of polariser and 
analyser with a quartz plate of prescribed thickness in between. 
By this means it is stated a colour can be imitated with sufficient 
exactitude, and by reprodncing the adjustments the colour can 
1 Ilium. Eng,, London, Feb. 1912. 

" “ has Chroinoskop,” Elektroi. Zeitschr 27 th July 1911 . 
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Table III. Changes in the Appearance of Coloured Objects under 
Different Lights (T. E. Ritchie). 


' Description 
of Light 
used. 

Appear¬ 

ance. 

Brown. 

Red. 

Colour. 

Green. ; Mauve. 

’ 

Blue. 

’ Orange and 
Yellow. 

.Bright 

diffused 

daylight. 

Bluish 
white 
or pure 
white. 

Normal. 

Normal. 

N ormal. 

Normal. 

Normal. 

Normal. 

Inverted 
“ 0.1.” 
arc lamp. 

Bluish 
white 
or pure 
white. 

Normal. 

Slightly 

brighter 

than 

normal. 

Normal. 

Slightly 

darker 

than 

normal. 

Normal. 

Normal. 

Enclosed 
arc lamp. 

Bluish 

white. 

Barkened. 

Lightened 

several 

shades. 

Darkened 

consider¬ 

ably. 

Darkened 

slightly. 

Darkened 

slightly. 

Darkened 

slightly. 

Metallic- 

filament 

incan¬ 

descent 

lamps. 

Yellow 
white., 

Lightened 

and 

changed 
to reddish 
tint. 

Lightened 

many 

shades. 

Darkened 

and 

changed 
to a 

yellower 

tint. 

Changed to 
redder 
tint. 

Darkened 

changed 

to 

purplish 

colour. 

Brightened 

and 

changed 
to a more 

orange 

shade. 

Inverted 

incan¬ 

descent 

gas. 

Greenish 

yellow. 

Darkened. 

1 

Lightened 

many 

shades. 

Darkened 

and 

changed 
to a 

yellower 

tint. 

Darkened 

and 

changed 
to a 
redder 
tint. 

Darkened 

and 

changed 
to a more 
navy blue. 

Brightened 

many 

shades. 

Carbon - 
filament 
incan¬ 
descent 
lamps. 

Orange 

yellow. 

Reddened 
in tint. 

Lightened 

many 

shades. 

Darkened 

and 

changed 
to a 

yellower 

tint. 

Darkened 

and 

changed 
to a 
pinker 
tint. 

1 

Darkened 

and 

; changed 

1 to a much 
more 
purple 

colour. 

! Brightened 
and 

changed 

to a deep 

orange. 

Ordinary 
gas light. 

Y ello w 

Reddened 
in tint. 

! 

Lightened i 
consider- J 
ably. 

Changed to; Changed to 
a yellower a pink 
green. i rose- 

1 coloured 
i tint. 

Darkened 

and 

. changed 
to a more 

navy blue. 

1 Brightened 
and 

changed ■ 
to orange. 

| 

| White 
t flame arc 
! lamp. 

Bluish 

white. 

1 Slightly 
reddened 
in tint. 

! 

Lightened 

many 

shades. 

Changed to 
a yellower 
tint and 
lightened 
slightly. 

Changed to 
a bluer 
and 
darker 
shade. 

1 Brightened 
and 

, changed 
to a more 
intense 

blue. 

Changed to 

I a deeper 

; and more i 
orange | 
colour. 

Yellow 
flame arc 
lamp. 

Deep 

yellow. 

Darkened 

slightly. 

Changedto j 
a brick 1 
red. 

I 

1 

1 

Deadened 

and 

changed 
to a 

yellower 

colour. 

Darkened 
consider¬ 
ably and 
changed 
to a 
purple. 

■ Darkened 
and 

changed 
' to a more 

navy blue. 

Changed to , 

a deeper 
and more 
orange 
colour. 

Mercury- 

vapour 

lamp. 

Pale Tblue- 
green. 

Changed to 
a greenish 
colour. 

Changed to 
almost 
black. 

Lightened 

consider¬ 

ably. 

Changed to 
a slate- 
blue grey. 

i Deadened. 

i 

| Changed to 
| a greenish 
s yellow. 

i i 
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always be repeated It is to be noted, however, that the .scale 
of colour values is essentially arbitrary. 

Dr H. E. Ives 1 lias devised a form of “ colorimeter ” in which 
three colours—red, green, and blue—can be blended by persist¬ 
ence of vision and in any desired proportions. The numerical 
proportions of the constituents seem to represent more closely 
the actual colour constitution on the surface viewed, but it may 
perhaps be doubted whether the method is exactly applicable to 
line spectra or even to continuous spectra which have peculiar 
“peaks." Perhaps the best method of judging the resemblance 
of an illuminant to daylight is to compare the spectra, colour by 
colour, right through the visible range. Many elaborate forms 
of apparatus have been designed for the purpose. 2 If the ratio 
between the intensities at every point in the spectra was unity 
throughout the entire spectrum, one would surely be justified in 


Table IT.—Intensities Throughout the Spectrum of Various 
Illuminants (Nichols). 



Violet. 

Blue. 

Green. 

Yellow. 

1 Orange. 

Red. 

Wave-length,/i 

0*35 

, 0*4 

1 

0*45 

0'5 

0*55 

059 

|0-6 

0*65 

0*7 

I 

Illuminant: | | 

Average daylight, TOO*' TOO 

TOO 

1*00 

1*00 

1-00 

1*00 

1*00 

1*00 

Arc light. 

0*36*! 0*45+ 

0*6 

0-69 

0*91 

1*00 

1*04 

T15 

•1*20 

Acetylene 

0-35* 0*35 

0*45 

0-60 

0*78 

TOO 

1*05 

T38 

1*85 

Oil lamp . 

OTO*. 00 5 

0*25 

04:0 

0-70 

1-00 

1T2 

1*84 

2*8 

Gas flame 


0-25 

0*33 

0*50 

080 

TOO 

1T0 

TOO 

2*5 

Incandescent 

mantle : 







Old (1894) 

... 

0*55 

0*7 

092 

0*97 

100 

i 110 

1*22 

0*9* 

New (1908) . 

... 

0*28 

0*45 

0*64 

0 84 

1-00 

i 1*03 , 

1 

1T6 

1*4 

Electric incan¬ 
descent :— 







Carbon filament 

... 

0*26 

0*40 

0*58 

0-77 

1*00 

1*08 

1*38 

1*92 

Nerast „ 


0*18 

0*30 

0*50 

0*74 

1*00 

105 

T35 

1*7 

Tantalum „ 



0*28 

0*49 

0*74 

TOO 

1*08 

1*38 

1*8 

Tungsten „ 

... 

0 30* 

0*42 j 0*60 

0*80 

1*00 

1*04 

1*30 

1*6 


* Estimated. 


f A strong blue line occurred in spectrum near this point, giving a ratio of about 3-55. 


1 Trans. Ilium. Eng. See. U.S.A., Kov. 1908. 

2 See, fox example, Vierordt, Fogg. Ann., cxxxvii. p. 200; Gian Wied 
Aunalen, 1877 ; Draper, Phil. Mag., 1879; Glazebrook, Proc. Camb. Phil. Soc 
1883 ; Kras s, Zeitschr. f. Instrumentmkunie, 1898,1904; Rutting, Bull. Bureau 
of Standards, Aug. 1906. 
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•saying that the colours of the two illuminants were identical 
Also, if the ratio were not unity, its value would give us a direct 
measure of the practical excess of any colour. 

One of the most complete spectropliotometric comparisons of 
artificial illuminants with daylight of recent wears is that 
undertaken by Nichols. 1 Seeing that daylight is itself some¬ 
what variable, these results cannot be expressed with very great 
exactitude, hut Table IV., derived approximately from some 
of the experiments of this authority, gives a good general idea 
■of the variations to be met with. It brings out in a striking 
manner the preponderance in most artificial illuminants of the 
red end of the spectrum and the comparative weakness of the 
hlue. In this table the figures throughout the spectrum of day¬ 
light (white sky) are taken as unity, and for the sake of com¬ 
parison the ratio at 0‘59/x is taken as unity also. An illuminant 
which had exactly the same colour as daylight would naturally 
.give a unit ratio throughout the entire spectrum. 

The spectrophotometric method of examination, while very 
*exact and scientific, is somewhat elaborate and essentially suited 
for the laboratory. Attempts have been made to derive ap¬ 
proximate results by the use of coloured glasses or gelatines with 
.a photometer. 2 As a convenient method of research this has 
.something to recommend it. But it is probably not so accurate 
as spectrophotometry proper. Table V., due to Yoege, may 
perhaps be taken as typical of results obtained by these methods. 

More recently a similar method has been used by Bloch 
and Jasse, who have tabulated the chief modern illuminants in 
terms of their resemblance to daylight. The chief point in these 
researches is the ingenious form of diagram used. Bloch 
arranges the illuminants within a rectangle whose co-ordinates 
■denote the ratios red-green and blue-green. Jasse locates them 
within a triangle, the vertices of which correspond respectively 
with pure red, green, and blue light. 3 

A word or two may now be said regarding several methods 
of securing “ artificial daylight. 55 It has been mentioned that 
there are several artificial illuminants, such as acetylene and the 
inverted arc light, which are claimed to resemble daylight very 
•closely. For many purposes a fairly close resemblance is doubt- 

1 Trans. Artier. Ilium . Eng. Soc ., May 1908. 

2 Voege, Ilium. Eng., London, vol. v., Aug. 1912 ; Dow and Mackinney, 
Photogr. Jour. y April 1911. 

3 L. Bloch, E.T.Z., 13th Nov. 1913; E. Jasse, 18th Dec. 1913. 
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less all that is necessary, and in the case of florists, linen-drapers, 
picture shops, etc., it does not seem necessary to aim at very 
great exactitude. But in certain trades what is needed is an 
illnminant which is not only identical with daylight in colour 
but absolutely constant and invariable. Some years ago screens 
were devised by Prof. Gardner of Bradford for use with enclosed 
arc lamps in order to imitate daylight, and the same method 
has now been applied to the tungsten incandescent lamp. 
H. E. Ives and ML Luckiesh, 1 in the United States, have found 
that this can be done by means of 
a screen composed of signal-green 
and cobalt-blue glass, in conjunction 
with a special gelatine film to correct 
the transmission band in the yellow. 

The specific consumption of such a 
lamp is given as 10 to 12 watts per 
candle, but this loss in efficiency 
might often be of small moment in 
comparison with the advantage of 
increasing the hours of work during 
which colour-matching can take 
place. Ives 2 in the United States 
and Thorn Baker 3 in this country 
have also been known to apply the Fro . 78 . -Benjamin daylight 

same method to incandescent gas tungsten unit, 

light, with apparently favourable 

results. Dr Kenneth Mees 4 in this country has likewise devised 
a special combination gelatine screen which is said to give a 
very exact form of artificial daylight. The absorption of light 
is stated to be about 85 per cent. At present it does not 
seem to be possible to convert the light from tungsten lamps 
into an exact replica of daylight without the use of gelatines 
and a very considerable absorption. Mr E. P. Trotter has, 
however, found that a fairly close resemblance can be secured 
by using suitable blue and green glasses, and in this case 
the loss of light is much less. More recently, several forms of 
daylight incandescent lamps, either using special tinted glass 
or dipped in appropriate solutions, have been introduced. The 

1 “ Subtractive Production of Artificial Daylight,” Ilium,. Eng., London,, 
vol. iv. p. 394. See also Journ. of the Franklin Institute , May 1914. 

2 Ilium. Eng., London, vol. vi, J une 1912, p. 339. 

3 Ibid., Dec. 1913, p. 604. 4 Ibid., vol. v., Feb. 1912, p. 79. 
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resemblance to daylight seems fairly close, and the amount of 
light absorbed is said to be very much smaller than in the case 
of earlier attempts. 1 The advantage of the tungsten daylight 
lamp would seem to lie in its convenience. It is a simple matter 
to screen off a small part of the room, or arrange a cabinet pro¬ 
vided with artificial daylight, while the rest of the room may be 
illuminated in the ordinary way. Fig. 73 shows the manner in 
which this unit is commonly conveniently made up. 

There remains one other form of artificial daylight to be 


mentioned, namely, the Moore carbon-dioxide tube. This il¬ 



ium inant has only recently 
been introduced into Great 
Britain, although it is stated to 
have been largely used in the 



Fig. 74. 


Fig. 74a. 


New compact Moore light for colour-matching. 


Weight, 35 lbs. Dimensions, *21" x 7" x 12" 

Watts, 330. Illumination 100 ft.-candles (immediately umler lamp). 


United States. An installation was recently put up in a hop 
merchant’s office in the city of London. The colour of the light 
appears to the eye to be very similar to daylight, and this is said 
to be borne out by the experience of experts on colour-matching. 
The resemblance to daylight is accentuated by the fact of the 
light being spread over a very large radiating area, so that it 
gives practically no shadow. The inventor of this system, Mr D. 
Macfarlane Moore, has even advocated that the carbon-dioxide 
tube should be taken as the standard of white light. He con¬ 
tends the colour of this light, besides being so close to daylight, 
is exactly reproducible provided the nature and pressure of the 
gas and the electrical conditions are specified exactly. 2 

1 Ilium. Eng., London, vol. vii., Jan. 1914, p. 12 ; March 1914, pp. 152,154. 

2 Trans. Ill Eng. Soc. U.S.A., April 1910. 
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A recent development has been the introduction of small and 
compact Moore tube outfits for colour-matching purposes. An 
installation of this type is shown in figs. 74 and 74a. 

It is too early as yet to state with precision which of these 
various systems approaches most closely to actual daylight. To 
secure exact resemblance is by no means easy, but there are 
many cases in which it is only necessary to study a certain 
limited range of colours, and where even an illuminant which only 
resembles natural light approximately may be very serviceable. 

A matter of some importance in the study of this subject is 
the preparation of a complete graduated scale of specimen 
colours. One of the best and most complete series of this kind is 
the j Repertoire de Couleurs issued by the Societe Franchise des 
Chrysanthemistes, and used by the Royal Horticultural Society 
in this country. The volumes contain a remarkably complete 
series of coloured plates, each colour being reproduced in a 
variety of shades, numbered and named in four languages. 

Practical Applications of Coloured Light. 

We have seen that a certain sacrifice in efficiency is necessary 
in order to secure “ white light.” For ordinary purposes of il¬ 
lumination a more or less white light and a continuous spectrum 
are usually desirable. There are, however, certain cases in 
which the question of colour is of secondary importance, and the 
brightness of the light is the chief point to be considered. For 
example, in the illumination of large open spaces, docks, factory- 
yards, etc., this is often true, and it is conceivable that in the 
* future we might devise an illuminant giving only the highly 
efficient yellow-green rays for which,.as Nutting has shown, the 
sensitiveness of the eye is a maximum j such a source should 
theoretically be capable of developing 64 c.p. per watt. 

On the other hand, .there are also cases where light of a 
certain coIout has distinct advantages. It will be remembered 
that in the last chapter acuteness of vision was shown to he 
connected with colour. Here is a good illustration of the value 
of quality as distinct from quantity of light. It may be that 
by using monochromatic rays for certain fine work we should be 
able to see more clearly than by the aid of the whole spectrum , 
it is obviously no good producing rays which the eye is unable 
to bring to a focus. 

Another quality of light which seems to depend to some 
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extent on colour is “ penetrating power. 5 ’ A. great deal of contro¬ 
versy on this subject has taken place between the representatives 
o£ gas and electric lighting. The old discussion of the com¬ 
parative merits of gas and electric street-lamps in fogs has not 
led to any very definite conclusions, chiefly because quite a 
number of different questions are confused together. For 
instance, the distribution of light in the two cases may be different. 
One also finds that many of the complaints that arc lamps were 
unsatisfactory in a fog were based on the objections that the 
standards were too high or the lamps spaced too far apart— 
matters quite distinct from “ penetrating power 5 ’ properly under¬ 
stood. Readers' will also recall the old controversy regarding 
the relative merits of oil, gas, and electric lighting for lighthouse 
work, terminating in the appointment of a Royal Commission. 
This commission reported in 1S90. 1 It was agreed that the light 
from the carbon arc light possessed somewhat less penetrating 
power than the redder rays from gas illuminants. Nevertheless, 
electric light was recommended in cases where very great bright¬ 
ness was desirable. 

On general grounds there is good reason to believe that the 
rays from the red end of the spectrum possess somewhat better 
penetrating power than those in the blue. For it is a well- 
known scientific principle that the ability of light to turn corners 
and work its way among a series of small particles is pro¬ 
portional to the wave-length. Thus light waves cast sharp 
shadows, but wireless electric waves (which are merely light 
waves of very great wave-length) can readily penetrate solid 
objects. Many illustrations of the application of the same 
principle in Nature might be mentioned. The blue colour of the 
sky is popularly ascribed to the reflection to and fro amid the 
small suspended particles of dust of the obstructed blue rays; 
the transmitted light, on the other hand, is golden. In the 
same way at sunset the light penetrating through the clouds is 
golden or even red in colour, while the intervening atmosphere 
becomes filled with a luminous blue haze, so that distant dark 
objects appear blue. It is likewise a common experience that 
bright objects seen through smoke, milky liquid, or finely 
suspended particles of any kind tend to appear red; seen by 
reflected light, on the other hand, smoke and finely precipitated 
white particles appear to have a blue or purple tint. This 
circumstance has a certain hearing on the absorption of opal- 
1 Jour, of Gas Lighting, 4th Nov. 1890. 
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escent globes. A. piece of white opal illuminated "by the light of 
the mercury-vapour lamp looks distinctly purplish. When the 
lamp is enclosed in a dense globe the change in colour of the 
transmitted light, owing to the absorption of the blue ray, is also 
very marked. 

The colours of most illuminants yielding continuous spectra 
are so broadly similar that it seems doubtful whether their 
penetrating power can vary very greatly. But should we in 
the future find ourselves able to restrict the radiation of an 
ilium inant entirely to the red and orange rays, a distinct gain 
might perhaps result. The low penetrating power of the ultra¬ 
violet rays and their ready absorption by the atmosphere have 
already been mentioned. It appears that the powerful action of 
these rays on the outer skin is due partly to their being so 
readily absorbed ; according to some authorities it is desirable 
in treating some diseases to mix a certain amount of the more 
penetrative visible violet rays with the ultra-violet in order to 
reach the underlying tissues. 

Cases are also met with in practice in which the colour of the 
surroundings is the essential factor. If, for instance, we wish to 
illuminate objects which only reflect green light, it is clearly of 
little'value to use red rays. One does not often meet instances 
in which monochromatic light is advisable. But there are circum¬ 
stances in which it might he beneficial to restrict the light and 
to aim at producing one part of the spectrum in special quantity. 
Tor the illumination of parks and gardens, in which we desire 
to bring out the colours of the green leaves and grass, one might 
naturally select an ilium inant which was rich in green rays, 
such as the mercury-vapour lamp. Similarly, in the case of 
illuminated signs in which large yellow and orange surfaces 
are to be lighted up, flame arcs would be found to give a very 
vivid effect. Occasionally the special strontium flame carbon 
arcs, giving a very crimson light, have been found acceptable for 
butchers’ shops. 

On the other hand, one can imagine cases in which it is 
desirable to use light of a colour which is not readily reflected. 
Steinmetz has made the suggestion that the stain of age on 
materials is usually due to deposits of iron and carbon, and, 
being of a reddish brown colour, reflects rays from the red end of 
the spectrum better than those from the green end. A. ruddy 
tinge is therefore an advantage for the illumination of a black¬ 
smith’s shop or foundry, since a fair proportion of this quality 
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of light is reflected from the surroundings. Such stains (accord¬ 
ing to this view) appear particularly sharply defined when 
illuminated by green light, especially if they occur on somewhat 
greenish materials. It has also been suggested that green light 
might, for the same reason, be useful to the physician in enabling 
him to detect a faint incipient rash on the skin such as could not 
be seen clearly by ordinary light. 

These are points which await confirmation. But we do meet 
the same effect very frequently in practical lighting problems. 
In selecting the wall-paper for a room it is often distinctly 
advisable to bear in mind the illuminant to be used, and especially 
the shades employed with the illuminant. If, for example, we 
select a deep blue-coloured paper for a room which is to be 
lighted by oil lamps (which are relatively weak in blue rays) 
we not only fail to secure any material assistance in the form of 
reflected lights from the walls, but probably also find that the 
colour and pattern of the paper is very poorly brought out. If 
a tungsten electric lamp or incandescent mantle were used the 
results might be better; but many dark blue wall-papers which 
appear all right by daylight are unsuitable for most artificial 
illumination. By gas or electric light they have a distinctly 
funereal effect. 

The colour of the wall-paper ought also to be borne in mind 
in selecting the shades for the lamps. It is usually not desirable 
to choose a shade of a very widely different colour from the paper. 
If, for example, the wall-paper is a pronounced green and deep 
red shades are used, the result is that very little light is reflected 
from the walls, and their colour may also be distorted in a some¬ 
what sickly manner. 

All this illustrates the importance of bearing in mind the 
changed appearance of colours by artificial light. But there 
are other effects less easily foreseen. A large area of strongly 
coloured .paper does not appear quite the same as a small sample. 
This is probably due in part to the fact of the image of the 
coloured material occupying a much larger area on the retina; 
also to the “ mass effect,” i.e. the effect of large masses of colours 
on each other. The colour of light reflected to and from surfaces 
of a very intense tint tends to become more and more accentuated. 
In a room papered entirely in red, what we see is not red paper 
illuminated by white light, but eventually red paper illuminated 
by red light, which produces a distinctly different effect. 

In general it is wiser, if the amount of light in a room is 
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of much consequence, to avoid very deeply coloured papers. 
Reflection from the walls and ceiling of a room constitutes a 
very valuable and natural method of diffusing the light. 
Table VI., based on data originally worked out by Dr Sumpner 
and given in Dr Bells well-known book, 1 gives some idea of the 
comparative assistance to be derived from various kinds of 
reflecting material:— 

Table VI. —Reflecting Power of Various Coloured Materials 
(compiled by Sumpner). 


White blotting-paper 

. 82 per cent. 

„ drawing-paper 

. 80 

*? 

Ordinary foolscap . 

. 70 

ji 

Cream paper .... 

. 56 


Light orange paper . 

. 50 

?? 

Plain deal wood (clean) . 

. 45 

ji 

Yellow wall-paper . 

. 40 

?? 

Light pink paper 

. 36 

5-1 

Light emerald-green paper 

. 18 

J' 

Dark brown paper . 

. 13 

)} 

Vermilion paper 

. 12 

f-i 

Dark green paper 

5 

•n 

IMaroon paper .... 

. 5 

J5 

Deep blue paper 

. 35 

51 

Black cloth .... 

. 1 


„ velvet .... 

. 0*4 



This table is compiled for white light, and will naturally vary 
according to the artificial illuminant used. 

Reference has already been made to the curious psychological 
influence of colour, the impressions of “ warm 75 and “ cold 75 tones, 
for which there may be some scientific basis. It is also stated 
that the want of achromatism of the eye causes blue objects to 
appear somewhat more distant than red ones. A well-known 
experiment in physiological optics consists in looking at a blue 
patch on a red ground; the blue patch appears to recede, although 
really in the same plane. Blue-coloured surroundings therefore 
tend to create an impression of distance and vastness. It is said 
that a room papered with red paper appears smaller than the 
same room papered in blue or green would do. 

When, however, we attempt the selection of harmonious 
combinations of colour we must usually trust to the artistic sense 
of the gifted few. It is doubtful whether our increasing know¬ 
ledge of the intricacies of the eye and the processes of the brain 

1 The Art of Illumination. See also L. Bell, paper read before the Con¬ 
vention of the Illuminating Engineering Society in Boston, U.S.A., 1907. 
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will ever enable us to explain why certain colour combinations 
produce an agreeable sensation and others the reverse. Possibly 
the unpleasant impression received by the artistic eye' when 
viewing colours that “ clash ” is based upon the chemical changes 
that occur in the retinal substances. 

The possibilities of coloured light for decorative purposes 
have not yet been completely exploited. Light is being used 



Fig. 75. —The coloured glass ceiling used to illuminate the auditorium, 
Allegheny County Soldiers’ Memorial, Pittsburgh. 


to an ever-increasing extent for advertising and spectacular 
purposes, but the tendency has hitherto been to aim at in¬ 
creasing brilliancy rather than to make use of colour effects. 
Yet there can be no question that the scope' in this direction 
is infinitely greater than it was a few years ago. 

Now that we have available such sources as the mercury- 
vapour lamp, yielding (with suitable screens) green, yellow, or 
blue monochromatic light; the neon tube, producing vivid orange- 
scarlet rays; and the Moore tube and flame carbon arc lamps, 
capable of producing various colours according to the constituents 
used, much can he done that was formerly impossible. 
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A remarkable instance o£ the use of eolpur for interior . I 

decorative lighting is furnished by the illunimatiem of the Alie- * 

gheiry County Soldiers’ Memorial building at 
signed by Mr W. Bassett Jones. The two views seleeteal^mr’ 
respectively the lighting of the banqueting hall and the con¬ 
struction of the ceiling. The method of lighting has itself very 
distinctive features, but the colour effects attempted are perhaps 



Fig. 76.—View of the banqueting hall, Allegheny Comity Soldiers’ Memorial, 

Pittsburgh. 

(Taken by artificial light.) 

still more interesting. The novel feature in the colour design 
has been the premeditated combination of the colours of the 
walls with the light of the xlluminants used. The auditorium 
derives its illumination mainly from an elaborate coloured glass 
panelled ceiling, shown in fig. 75. 

The ceiling consists of nine distinct panels, surrounded by 
rich moulding and designed in amber glass. Above this diffus¬ 
ing glass yellow flame arcs are placed, and it is saM that the 
occasional flickering is actually an advantage, since it gives a 
scintillating jewel-like effect- In addition to this, the ceiling 
is studded with frosted carbon-filament lamps, and a nitrogen 
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Moore tube is used to outline the panels with a border of pinkish 
light. There are also panels in the side walls above the high 
windows, each of which is fronted with blue glass and contains 
a mercury-vapour lamp. The light from these panels is used 
to give the walls of the auditorium a sky-blue tone. The 
method of illumination throughout the entire building is said 
to have been schemed out in harmony with the intentions of the 
architect, causing the mouldings to stand out well and the 
pillars and carving in the rooms to be clearly seen. The illustra¬ 
tions show that the actual sources are invariably screened from 
the eye; it is only the illuminated surfaces adjacent to them 
that are seen. The following figures for the auditorium lighting 
may be of interest 1 :— 


Conditions of Lighting. 

(1) All lamps in. use. 

(2) Exposed incandescent lamps and sashes 

(3) Sashes only. 

(4) Exposed incandescent lamps only . 

(5) Nitrogen tubes only . 

(6) Flaming arc lamps only 


Illumination on Floor 
(foot-candles). 

. 3*82 
. 3*10 
. 1*46 

. 1*74 
. 0*40 
. 0*30 


When all the lamps are lighted the illumination at the floor 
level is stated to be an approximate white in colour; the total 
power consumption is given as about 6*3 watts per square foot 
of floor area. 

The production of colour-effects is apt to require a consider¬ 
able amount of energy, and it is easy to understand why 
this should be the case. The method of producing blue light 
hitherto used has been to produce a very intense white light, 
and then to introduce a blue screen so as to cut off all but 
the blue rays. Now, these rays may constitute as little as 
h per cent, of the total candle-power of the source—or even 
less. When we consider that probably less than 1 per cent, 
of the energy given to the source is reproduced in the form 
of light, and that this energy in turn is only a very small 
proportion of that derived from the coal at the generating 
station, it is evident that the percentage of the original 
energy ultimately utilised is exceedingly minute—perhaps as 
little as l/25,000th. 

The introduction of the principle of selective radiation, as 
exhibited by the mercury-vapour lamp, opens out considerably 
greater possibilities, since it suggests that we are on the way 

1 Trans. Ilium. Eng. Soc. U.S.A., Jan. 1911. 
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towards producing only the particular wave-length we desire. 
We cannot doubt but that the possibilities of producing very 
intense monochromatic light would lead to new and hitherto 
unsuspected applications of colour. As an example, take the 
case of the ultra-violet rays. At one time it was difficult to 
secure these rays in any quantity. Even in the arc lamp the 
energy available in this form is possibly but a small percentage 
of the whole, while in most incandescent illuminants it is 
actually a fraction of 1 per cent. But the invention of the 
quartz tube mercury-vapour lamp provided us with a source far 
richer in "ultra-violet energy than was available before. Accord¬ 
ing to Ladenburg, as much as 30 per cent, of the total energy 
developed is available in. this form. 1 As a result, all manner of 
new applications for these rays are being discovered. They are 
said to have proved beneficial in therapeutic work, for sterilising 
water and destroying bacteria, for tanning leather, and other 
purposes. In fact, it wonld seem that the operation of these 
rays might actually be instrumental in the formation of new 
branches of chemical industry, since by their aid chemical 
changes can be brought about which could not otherwise be 
produced. We have already alluded (p. 180) to the wonderful 
fluorescence effects that can he produced through the agency 
of ultra-violet rays. But perhaps their most interesting applica¬ 
tion is in contesting the permanency of colours. We know that 
colours tend to fade when exposed to strong light. For this 
reason people often pull down the blinds in their drawing-room 
when it is not in use in order to save the wall-papers and carpets. 
This change is due to the “ photoresonance ” of the colouring 
material under the action of the ultra-violet. The unfavour¬ 
able climatic conditions in the north of G-ermany have in the 
past proved a difficulty to the colour manufacturers in that 
district. It was necessary to send their materials down to 
the sunny south, where plenty of bright sunlight was available, 
so that they might be exposed to the light for a sufficient 
length of time to test the permanency of the colours. But 
it is now suggested that the utilisation of the new artificial 
sources of ultra-violet light will make this unnecessary, and 
that such tests can be carried out independent of climatic 
conditions, and in as many days as months were formerly 
necessary. 

Now it is quite possible that if we were to find a way of 
1 Physikalis&he Zdtschrift, v. p. 525, 1904. 
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obtaining efficiently very large quantities of pure blue or pure 
red radiation, all sorts of special effects of these kinds of light 
might be revealed. For example, we should have a much better 
chance of investigating the curious psychological and physio¬ 
logical influences commonly attributed to these rays, and of 
ascertaining their effect on plant life. At present we have 
usually to work with more or less mixed light (and even this 
in comparatively small quantities), which is apt to obscure the 
results of researches in this field. Or, again, if we could produce 
the highly luminous yellow-green radiation only, there would 
be many cases in which an intensity of illumination far beyond 
that practicable at present would be attempted. For beacons 
and searchlights and other work, where brilliancy is the main 
essential, such a source would have great possibilities and we 
cannot doubt that many other applications would soon be found. 

In the future we shall probably come to realise that it is 
almost always necessary to consider not only the quantity but 
the quality of the light required for any specific purpose. We 
are still far from our ideal in this respect. At present we are 
in the position of a man who cannot strike one note on the piano 
without at the same time pressing down a vast number of other 
keys. Possibly a time will come when we shall be able to control 
our sources completely, to compel them not only to provide us 
with the intensity of light we require, but to give'out successively 
rays from any part of the spectrum—“ to play upon the visible 
gamut of light with the same ease and certainty as upon the 
audible octave.” 


CHAPTER VII. 


THE MEASUREMENT OF LIGHT AND ILLUMINATION. 

The Nature of Photometric Measurements, and the necessity to appeal to the Eye— 
Standards of Light, Flame and Incandescent Standards, their merits and draw¬ 
backs—Relations between the Units of Candle-power used in various Countries 
and the “ International Candle ”—Fundamental Laws of Light Distribution, the 
Inverse Square Law and the Cosine Law, and their Limitations—Units of 
Illumination, Luminous Flux, Brightness, etc., and proposed Standard Nomen¬ 
clature—Direct and Diffused Reflection—The Photometric Bench and usual 
Methods of Measuring Candle-power—Photometers, possible Sensitiveness and 
Accuracy—Rumford, Ritchie "Wedge, Bechstein, Bunsen, and Lummer* Brodhun 
Instruments—Flicker Photometers, work of Rood and "Whitman—Kriiss, 
Bechstein, Wild, and other modern types—The Problem of Colour Photometry— 
Problems introduced by new Illuminants, such as the Neon and Mercury-Vapour 
Tube Lamps, physiological difficulties involved and various methods of over¬ 
coming them—Physical Photometers, possibilities of using Photography, 
Thermopile or Selenium cell—Distribution of Light from Illuminants, methods 
of determining Polar Curves and Mean Spherical Candle-power—Matthews, 
Blondel, and Ulbricht globe integrating appliances—Measurement of Illumina¬ 
tion, its value in practice—Early Photometers, Preece and Trotter, and Acuteness 
of Vision Illuminomete'rs—Principles in the design of Illumination Photometers, 
Trotter, Harrison, Martens, Weber, Sharp and Millar, and other instruments— 
Surface Brightness Photometers, Holophane Lumeter, Liglitometer, and Luxo- 
meter, etc.—Discussion of the use of such Instruments, measurements in Schools, 
Libraries, Factories, etc.—Recommendations of the Verband deutscher Elektro- 
techniker on indoor and outdoor measurements, measurement of Illumination 
in the Streets—Daylight Photometry, suggested methods of relating indoor 
illumination to the unrestricted illumination outside, application to ancient 
light cases and architectural problems. 

It has been well said that every science passes through three 
stages. In the first we merely observe and record isolated facts, 
in the second we associate these facts together and derive laws, 
and in the third we define these laws with precision and 
establish numerical relations. In order to arrive at the final 
stage we must know how to measure. 

The science and art of illumination may be said to have now 
arrived at the third stage. At one time photometry was 
regarded merely as an interesting and fascinating study for the 
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professor in the laboratory. To-day it is a process of indus¬ 
trial importance. New illuminants have come to the fore, and 
new methods of employing them are constantly being devised— 
and how can we compare their merits without methods of 
measuring the light derived from them ? Whatever be the 
method of lighting adopted, it is the illumination derived from 
it with which we are concerned, and for which we pay. Measure¬ 
ment of this commodity would therefore seem to be an elementary 
safeguard, to be observed in any contract relating to the sale of 
light. 

The growing practical importance of photometry has led to 
the publication of quite a number of text-books on the subject. 1 
Some of them cover the ground very fully. 

In this chapter we shall confine ourselves mainly to the 
principles of photometry, pointing out as far as possible where 
fuller details may be found. 

What is it we Desire to Measure ? 

In the first place it is necessary to determine clearly what we 
propose to measure, for on this decision depends the nature of 
our measuring apparatus. The uses of light are various. It 
has been suggested that photometers might be based on the 
“ power of revealing detail ,5 of illuminants—for example, that a 
lamp might be said to have a certain value if it enabled us to 
read type of a specified size. But a very little experience shows 
that such a method has grave defects. It introduces the personal 
element, e.g. the acuteness of vision of the observer; it lacks 
accuracy and precision; and we have seen in Chapter V. that 
the eyes of some people are unable to focus light of certain 
colours; in such a case it might be impossible to see an object 
clearly, however bright the illumination of the object may be. 

In the early days of photometry experiments were sometimes 
made with photographic paper. But such a test measures the 

1 See, for example—A. P. Trotter, Illumination, its Distribution and 
Measurement , 1911 ; A. Palaz, Traite de photometric industrielle , 1892 (also 
published in English); E. Liebenthal, PraJctische Photometrie , 1907; W. M. 
Stine, Photometric Measurements, 1900; E. Uppenborn, Lehrluch der Photo¬ 
metric, edited by B. Monasch, 1912 ; Dr J. A. Fleming, Photometry of Electric 
Lamps (Paper read before the Institution of Electrical Engineers, London, 
1902), this contains an excellent list of references; C. H. Sharp and E. B. 
Rosa, The Measurement of Light , Photometric Units and Standards (Lectures 
delivered at the Johns Hopkins University, Baltimore, U.S.A., 1910). 
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actinic power of the chemical rays in an illuminant rather than 
the luminous effect of the visible rays. In practice it is usually 
very tedious. It has also been suggested that the effect of 
radiant energy on the thermopile or the selenium cell might be 
employed. But all such “physical” apparatus, besides^being 
inconvenient in practice, is open to the objection that it does 
not “ see ” the energy impinging upon it in the same way as 
the eye. 

The more we consider the problem, the more evident does it 
become that any general method of measuring light must be 
based upon the perception of the eye. It is now generally 
recognised that such effects of light as photographic action, 
influence on acuteness of vision, power of penetrating fog, etc., 
demand special tests. In practice we usually confine ourselves 
to measuring what is undoubtedly the most useful function of 
light —ike power of creating brightness. By this, of course, is 
meant the brightness of surroundings, not the brilliancy of the 
lamp itself. Some people are apt to judge the efficacy of an 
installation by the appearance of the lights. This is a mistake. 
Such a judgment is usually based mainly on the intrinsic 
brilliancy (candle-power per square inch) of the sources, and 
we have seen in Chapter Y. that there is every reason to keep 
this value low, with a view to avoiding glare. The natural 
function of a lamp is to illuminate its surroundings, and it is 
the capacity of a source in this respect that we desire to 
measure. 

At present we are obliged to fall back on a purely com¬ 
parative method of judging an illuminant. We merely present 
a surface at a given distance from each of the lamps to be 
compared; and. if the surface appears to the eye equally bright 
in both cases, we say the two lamps have the same intensity. In 
order to carry out this operation two implements are obviously 
necessary. W*e must have (1) some standard source of constant 
intensity to -which all other sources of light can be referred ; and 
(2) some appliance assisting the eye to perceive the exact point 
at which equality of brightness occurs. Such an instrument is 
termed a photometer. 

Standards of Light. 

The earliest recognised official standard of light was the 
Carcel oil lamp. This was used by Regnault and Dumas for 
testing gas in. 1800, and is still used in France as the official 
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standard. In England we first had recourse to the standard 
candle, which came into existence to meet the needs of the 
early legislation on the testing of gas. The intensity of lamps 
thus came to be expressed in “ candles/’ and gas coming up to 
the legal requirements was described in this way. 1 

The standard candle was prescribed to be of a certain weight, 
and to burn so many grains of spermaceti per hour. 

But it was soon found that it formed a very indifferent 
standard. The light yielded by it depended to a great extent 
on the adjustment of the wick, and on the atmospheric conditions. 
To this day we still lack the ideal absolute standard. But 
various lamps have been introduced that are decidedly more 
accurate than the standard candle. These are described in detail 
in various works devoted to photometry. In France the Carcel 
lamp, in Germany the Hefner amyl acetate lamp introduced by 
Hefner von Alteneck, in England and America the ten candle- 
power pentane standard invented by Prof. Vernon Harcourt are 
used. The Harcourt lamp is described as the official standard of 
the Metropolitan Gas Referees and the unofficial British standard. 

We still retain the word “ candle-power,” and the unit in 
common use to-day is approximately equal to the light yielded 
by the old standard candle. 

A distinction should be drawn between a unit of light and 
a standard. Although the standards employed may differ, the 
unit of light employed in Great Britain, France, and the United 
States is now the same, and is sometimes termed the “inter¬ 
national candle.” although the term has not yet received 
international sanction. 

The relations existing between this and the older units of 
light are as follows:— 

Hefner Carcel 

Candles. Candles. 

Proposed international candle . . . Ill 0104, 

There was formerly much uncertainty as to the relations 
between the units in various countries. But as a result of the 
excellent work accomplished by the four accredited laboratories— 
the Technische Physikalische Reichsanstalt r (Charlottenburg) 

1 It has become usual to speak of sources as having “so many candle- 
power.” This -expression is embodied in many formulae, and it was there¬ 
fore convenient to retain it in some of the chapters in this book. But 

strictly the term “ candle-power’” should only be used in a general sense 
as equivalent to intensity, and it is more correct to say that a source gives 
“ so many candles.” 
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in Germany, the National Physical Laboratory (Teddington) 
in England, the Laboratoire Central d’Electricite (Paris) in 
France, and the Bureau of Standards (Washington) in the 
United States—the relations have become quite definite. The 
recent history of these units was summarised in a paper before 
the Physical Society (London) by Mr C. C. Paterson in 1SJ09. 1 

Another source of uncertainty, that lias only recently been 
completely elucidated, was the effect of atmospheric conditions 
on. flame standards. It is well known that decreased barometric 
pressure diminishes the light from a flame (it is said that a 
candle flame at the height of Mt. Blanc is almost as invisible as a 
spirit flame). The pressure of water-vapour and carbon dioxide 
have a similar effect, and all these quantities vary from day to 
day. Yitiation of the atmosphere of the photometer by causing 
a deficiency in oxygen in a room likewise reduces the light given 
by a flame standard. 2 

The effects of humidity and barometric pressure on the 
Hefner lamp were worked out by Dr E. Liebenthal as far back 
as 1895. 3 The corresponding effect on the Pentane lamp was 
first studied by Mr C. C. Paterson in this country. 4 More 
recently Mr A. P. Trotter, in conjunction with Mr \Y. J. A. 
Butterfield and Prof. J. S. Haldane, 5 adopted the expedient of 
confining the lamp within an air-tight chamber, so that the 
pressure and atmospheric conditions could he varied within far 
wider limits than are met with in practice. By this means it 
was possible to confirm Mr Paterson’s result. Trotter finds 
that the following changes in barometric pressure, humidity, 
and carbon dioxide in the air would ordinarily cause a diminu¬ 
tion of 1 per cent, in light:— 

Pressure. Go^. Aqueous Vapour. 

Pentane lamp, - 12*5 inm. + 0035 per cent. +0*16 per cent. 

Hefner „ - 25*0 „ + 0*045 „ +0*16 „ 

It will be seen that although a flame standard is by no 
means constant, yet it is possible by the aid of the above 
knowledge to allow for any deviation from the standard 

1 Proc. Phys. Soc. London, vol. xxi. For a collection of references to the 
earlier units see F. Uppenborn, Lehrbuch der Photometrie (1912), p. 32. 

2 See Dow, Elec. Review, 28th Sept. 190(5. 

3 E. Liebenthal, Zeitschr.filr Instrumentenkunde, vol. xv., 1895, p. 157. 

4 Electrician, vol. v., 1904, p. 751; 1907, p. 157. For some more recent 
investigations see also a paper by E. C. Crittenden and A. H. Taylor, Trans . 
Amer. Plum. Eng. Soc., vol. viii., 1913, p. 410. 

s Paper presented before the Int. Photometric Com. (Zurich), July 1911. 
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atmospheric conditions. From the report of the National 
Physical Laboratory for 1912 it appears that the valne of the 
unit derived from the Pentane lamp can now be held constant 
within 0*1 per cent. 

On the other hand, there are those who maintain that the 
ideal standard should be an incandescent one, electrically 
controlled and absolutely independent of climatic conditions. 
Attempts to devise an absolute standard of this kind based 
on the use of incandescent platinum have been made by Violle 1 
and Petavel, 2 but the experimental difficulties have hitherto 
proved insuperable. Experiments have also been carried out 
at the Bureau of Standards with tubes containing helium gas. 
Interesting results have been secured, but it is too early as yet 
to judge of the practicability of such tubes as a standard. 3 

Of late years a great deal has been done with incandescent 
electric glow-lamp standards. The use of large bulb lamps of 
this kind was first described by Dr Fleming in 1902, and 
such lamps were prepared by the Ediswan Company under his 
supervision even earlier than this. 

It is now customary to use a number of carefully aged electric 
incandescent lamps, and this forms a convenient means of check¬ 
ing the constancy of flame standards. As a result of experiments 
at the Bureau of Standards, Rosa and Middlekauf believe that 
the unit of light might be maintained constant for a century 
by this means. 4 

A great advantage of the electric lamp is its portability. 
Calibrated lamps have been circulated among the laboratories 
in the chief European countries and the United States, and 
this has proved exceedingly useful in preserving the relation 
between the units of light. 

A distinction should also be drawn between primary and 
secondary standards. The Pentane standard is rarely used 
continuously for any length of time. The usual course is to 
compare it with some other lamp, which then becomes a 
“ secondary standard.” This is used continuously and checked 
at frequent intervals. In testing electric lamps one naturally 

1 Compies Rendues , 1879 and 1883. 

2 Proc. Roy. Soc. London,, 1899. 

3 P. Gr. Nutting, Bull . Bureau of Standards , Washington, Dec. 1907 and 
. Nov. 1912. 

4 Paper read before the Am. Institution of Elec. Engineers, 1st July 1910 ; 
Ilium. Eng., London, vol. iii., 1910, p. 547. 
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prefers to use a calibrated glow-lamp for the sub-standard; in 
a gas laboratory, on tbe other hand, an Argand or Methven 
"burner is more generally used. In these circumstances the 
standard and the lamp under test will both be affected by 
fluctuations in electric pressure or variations in atmospheric 
conditions respectively, and errors due to these changes to a 
great extent eliminated. In illumination photometers small 
metal-filament electric glow-lamps are almost invariably used. 

The Fundamental Laws of Lig-ht Distribution. 

The next thing that we desire in comparing illuminants is 
a knowledge of the two fundamental laws of light distribution. 

The first of these—the inverse square law—states that the 
amount of light striking a surface is inversely proportional to 



Fig-. 77.—Illustrating inverse square law. Fig. 78.—Illustrating Lambert s cosine law. 


the square of its distance from the source. If, for example, we 
double the distance of a lamp from a sheet of paper, the surface 
will onl 3 r receive one quarter of the light that reached it before. 

The truth of this law is conveniently illustrated in fig. 77, 
which is taken from Mr Trotter’s well-known work on illumina¬ 
tion. Suppose that, at a distance of 1 foot, the rays of light will 
cover a square of small dimensions, then at twice the distance 
they will enclose an area four times as great; and an area 
sixteen times as great at four times the distance. The same 
amount of light has thus been spread over areas respectively 
four and sixteen times as great as that of the original square, 
and the brightness has been proportionately diminished. 

The second law (known as the “ cosine law ” or “ Lambert's 
law”) has to do with the inclination of the surface. If the 
surface occupies the position AB (fig. 78), so as to receive the 
rays of light vertically, the amount of light received will be a 
maximum. But if the surface is tilted into the position A'B, it 

14 
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will only receive an amount of light proportional to its pro¬ 
jected area A"B. Trigonometrically expressed, this means that 
the amount of light is proportional to the cosine of the angle 
at which the surface is inclined to the normal (the angle of 
incidence). 

These two laws have reference only to the amount of light 
received by the surface. The brightness will also depend on 
the nature of the surface (e.g. its reflecting power), and on 
whether it is of a mat or glossy texture. This fact must be 
borne in mind in interpreting the cosine law. 

It will also be observed that the application of the inverse 
square law assumes that the rays considered emanate from a 
point. If the distance of the surface from the illuminant is 
fairly great, it is usually quite sufficiently accurate to regard 
the source of light as a point. For example, ordinary electric 
glow-lamps and incandescent mantles can be considered in this 
way. But when we are dealing with clusters of lamps and 
mantles, or with sources surrounded by a diffusing globe of 
considerable dimensions, some care must be exercised in selecting 
the point from which measurements are made. In the case of 
the indirect system of lighting, where the illuminated ceiling 
becomes the source, or such ilium inants as the Moore light, con¬ 
sisting of a tube of very considerable dimensions, the inverse 
square law is inapplicable. It is possible to divide the luminous 
area into short sections and treat each portion separately as a 
point; but the process is tedious. It is usually preferable to 
compare such systems on the basis of the actual illumination 
obtained in practice in a room of given area. 

For some formulae enabling the illumination from large light¬ 
giving areas to be calculated, readers may be referred to an address 
by Prof. Silvanus P. Thompson, 1 and a paper by Mr W. Basset 
Jones. 2 

It must also be remembered that the inverse square law only 
applies strictly to sources which radiate luminous energy uni¬ 
formly in all directions. When the light is concentrated in one 
direction by means of lenses and mirrors the ordinary formula 
may not apply. Difficulties in this respect are sometimes met 
with in the photometry of lamps equipped with focussing re¬ 
flectors. An extreme case is presented by the search-light using 
a parabolic mirror and giving an approximately parallel beam 

1 Ilium. Eng., London, vol. ii., 1909, p. 824. 

2 Trans. Ilium. Eng. Soc. U.S.A., vol. iv., 1909, p. 230. 
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With a strictly parallel beam tlie amount of light received by a 
surface would be (save for atmospheric absorption) actually 
independent of distance from the source. 

The effect of atmospheric absorption deserves mention. In 
the ordinary photometry room the effect is almost always 
negligible, although the authors have met traces of it during 
foggy weather when the distance between the lamps was un¬ 
usually great. But in outdoor work, e.g. in testing street lamps 
and search-lights, foggy weather naturally causes considerable 
difficulties. 

Illumination and some Derived Units. 

ZllwminatioTb .—It is convenient to express the inverse square 
and cosine laws in algebraic form. 

If the intensity of the source be I candles, its distance r feet, 
and 9 the angle of incidence at which the rays strike the surface 
illuminated, the illumination E (i.e. the quantity of light striking 
the surface per unit area) is given by the formula:— 

E = cos 9 foot-candbs. 
r 2 

The “foot-candle 55 is the unit generally employed in English- 
speaking countries and denotes the illumination derived from 
a source of 1 candle at a distance of 1 foot. It will be observed 
that this quantity can be specified quite independently of the 
arrangement of lights producing it. For example, it was stated 
in Chapter V. that an illumination of 2 to 3 foot-candles 
is desirable for reading purposes; but this illumination might 
be produced in an infinity of ways, e.g. by a local shaded 
light, by a number of lamps hung near the ceiling, or by in¬ 
direct lighting, etc. 

The expression “foot-candle” (although from a scientific 
standard by no means an ideal term 1 ) has now become very 
general in English-speaking countries. On the Continent the 
“metre-candle ” (ie. the illumination derived from a source of 
one candle at a distance of 1 metre) is the usual unit. The 
metre-candle is now more generally known as the “ lux. This 
term avoids the inconvenience of a compound word, and appears 
to have been first suggested by Sir William Preece at the 
Electrical Congress in Paris in 1889. 

Owing to the difference of units of light employed in France 

i Trotter, Illumination, its Distribution and Measurements^ p. 16. 


f 



and Germany, we find both an “ international ” lux and a Hefner 
lux in existence. Their relation to the foot-candle may be 
tabulated as follows:— 


“ International” foot-candle 


Inter, root- 
candle. 


. =1 


Inter. Lux. Hefner Lux. 
10*76 11*95 


5J lux (metre-candle) . . =0*0929 1 I'll 

Hefner lux (metre-candle) . . • =0*0837 0*902 1 


There are other units of illumination (Hefner-foot, Carcel- 
metre, etc.), but they have now practically fallen into disuse. 

Luminous Flux .—At this stage it may be as well to mention 
several other units employed in illuminating engineering cal¬ 
culations. 

The first of these is the unit of flux of light. Referring 
hack to fig. 77, it will be noted that while the intensity of illu¬ 
mination varies according to the distance, the product of the 
illumination and the area remains constant. This is a natural 
consequence of the fact that there is a certain constant “flux” 
of light contained within the four radiating lines enveloping 
these successive areas. 

It is sometimes convenient to deal with the total flux of 
light received by a surface. The unit flux of light is that 
received by an area of 1 square foot, illuminated with an 
intensity of 1 foot-candle, and is termed 1 “lumen.” Thus, if an 
area of 5 square feet is illuminated with an intensity of 2 foot- 
candles it receives 5 x 2 = 10 lumens. 

The flux of light, usually denoted by the symbol <£>, may be 
expressed in another way. Let A denote the illuminated area. 
Then referring back to the formula for illumination, 


3> = E A = 1 = !<■>, 


where a> is the solid angle subtended at the source by the area 
illuminated. 

Mean Spherical Candle-power .—This definition leads us to the 
“ mean spherical candle-power/ 5 Mathematically this expression 
is equivalent to surrounding the source with an enclosure of any 
shape, adding up the flux of light received on each element of this 
enclosure, and dividing by the entire solid angle through which 
this flux is received, 4 it. The intensity of sources in general 
varies considerably in different'directions. It is therefore hardly 
possible to compare them with any precision in terms of any 
particular ray. But we can do so by taking into account the 
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light in all directions, i.e. on the basis of mean spherical candle- 
power. This quantity is defined as the candle-power ichick 
a source would possess if it gave out the same total flux of light 
as at present , hut evenly in all directions. 

The mean spherical candle-power is denoted by the symbol I 0 . 
Clearly the total flux: of light from a source will be obtained by 
multiplying this quantity by the total solid angle 4 tt, through 
which it is emitted; in other words, 4xl 0 = total flux of light. 

It has already been observed that in some cases {e.y. the Moore 
tube) the definition of the “ candle-power ” of a source presents 
considerable difficulties, owing to the fact that it occupies such 
a large area : while in other cases, e.g. the search-light, the term 
has drawbacks, owing to the fact that the inverse square law 
does not rigidly apply. But in both cases the flux of light 
from the source is a perfectly definite quality, although its 
determination may present difficulties. 

Direct and Diffused Reflection. —It was explained on p. 210 
that the fundamental “inverse square ” and “ cosine ” laws have 
only to do with the amount of light reaching the surface. When 
we pass on to consider its resultant brightness we find that 
allowance must be made for a new factor—the nature of the 
surface itself. 

The brightness of a surface depends firstly on its reflecting 
power. Dr Sumpner’s oft-quoted researches 1 on this subject 
gave the following results :— 


Material. 

White blotting-paper 
„ drawing-paper 
Ordinary foolscap . 
Ordinary newspaper 
heal wood 

Yellow wall-paper . 
Blue paper 
Dark brown paper . 
Chocolate paper 
Black cloth 
„ velvet . 


Reflecting Power. 
82 per cent. 
80 „ 

70 „ 

50-70 ,, 
40-50 „ 

40 „ 

25 „ 

13 „ 

4 „ 

l* „ 

0-4 


Some surfaces, such as finely divided magnesia, may under 
favourable circumstances reflect somewhat more light than white 
blotting-paper will do; but the reflecting power even in this 
case would probably not exceed 90 per cent. A low reflecting 
power may be associated with neutral properties as Tegards 
colour, e.y. when a substance is grey or black. But highly 
1 Thil. Mag., vol. xxxv., 1893. 
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coloured materials, which pick out and reflect only a certain 
range of the visible spectrum, suppressing the remainder, have 
usually a low reflecting power. It should, however, he noted that 
the reflecting power of a coloured surface depends to some extent 
on the colour of the light illuminating it. For example, a red 
surface may appear black by the light of an illuminant which 
contains no red rays, such as the mercury-vapour lamp. Again, 
the reflecting power of some substances (such as rhodamine) is 
affected by the fact that it becomes fluorescent when illuminated 
by certain rays. Even the differences in hue of ordinary in¬ 
candescent commercial illuminants may have a distinct effect oiv 
the reflecting power of surfaces, although it is only in the case 
of brightly coloured materials that the effect is very pronounced. 
Some comparisons of reflecting power by the light of the sky 
and an electric incandescent lamp have been carried out by Bell, 1 



and this method has been employed by Ritchie as a means of 
estimating the resemblance of various artificial illuminants and 
daylight. 2 

Determinations of the reflecting power of fabrics are usually 
complicated by the fact that they are more or less glossy. 
Consequently their apparent brightness varies with the angle 
at which they are viewed and the inclination of the rays of 
light illuminating them. 3 The accurate determination of re¬ 
flecting power in these circumstances is a very complicated 
problem. 

The consideration of glossy surfaces leads us to the distinction 
between regular and diffuse reflection. Diffused or scattered 
reflection takes place when rays of light strike an optically 
rough or matt surface consisting of small isolated particles. The 
rays are reflected in all directions, as shown in fig. 79, b. The 

1 Trans . Am. Ilium. Eng. Soc ., Oct. 1907. 

2 Ilium. Eng., London, vol. v., 1912, p. 64. 

3 See some researches by T. H. Gilpin, Trans. Am. Ilium. Eng. Soc., Dec. 
1910. 
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physics of this process &r6 somewhat obscure, but it is probable 
that at least some of the light finds its way beneath the outer 
layer of material and then emerges again. In order to determine 
the reflecting power of such a surface, the sum of the light 
scattered in all directions must be considered. 

In the case of regular reflection from smooth shinv surfaces 
each ray is returned in a given direction, such that the angles 
of incidence and reflection are equal, as shown in fig. 79, a. A 
certain amount of light is absorbed; otherwise the only change in 
the ray is that it proceeds, after reflection, in a new and definite 
direction. In the case of direct reflection one need only study 
the light reflected in any particular direction in order to fin'd 
out the amount of light absorbed. 

The following figures, given by Dr Louis Bell, show that the 
amount of light reflected from the best metal surfaces is not 
vastly different from that obtained from a pure matt white:— 

Material. 

Polished silver 

» gold • 

„ brass . 

„ copper 
„ steel . 

Speculum metal 

It may be added that the amount of light reflected from 
polished silver, or from good mirror glass, is sensibly the same 
throughout the visible spectrum. 

There is some difficulty in securing an absolutely matt surface. 
A surface having this quality would be frequently desirable in 
photometry, but sufficiently satisfactory results can usually be 
obtained from such materials as dead white paper or cardboard, 
ground white celluloid, or pressed magnesia. 

The diffusing and reflecting qualities of surfaces are of con¬ 
siderable importance in connection with the design of shades 
and reflectors. In many cases a mixture of the two varieties of 
reflection occurs. For example, the white surface of opal has 
a scattering effect, but the polished glaze upon it reflects light 
regularly. Another familiar example of a mixture of scattered 
and direct reflection is furnished by shiny “ art ” paper. The 
inconvenience of the glare from such paper due to the direct 
element has been referred to in Chapter Y. 

Surface Brightness and Intrinsic Brilliancy .—There are 
two chief methods of expressing the brightness of a surface 


Percentage of 
Light reflected. 

93 
80 
75 
75 
60 
65 






216 


MODERN ILLUMINATING ENGINEERING . 


in what have been termed by Prof. Weber “ primary 55 and 
“ secondary ” units. 1 In considering lighting installations the 
latter method is frequently preferable. For-example, it has been 
stated that a room appears to be cheerfully lighted if the walls 
have a surface brightness of 0*3 foot-candle. By this is meant 
that the surface appears to the eye as bright as a white surface 
illuminated with 0*3 foot-candle would do. The unit of surface 
brightness is thus the foot-candle (or the lux), and may be defined 
as “ the degree of surface brightness of a white matt surface of 
reflecting power 100 per cent., which receives an illumination of 
1 foot-candle (or 1 lux). 

It will be observed that if E is the illumination of .a surface 
and p its absolute reflecting power, the surface brightness 
e = Ep. 

Reference has previously been made to the other method 
of denoting the brightness of objects, namely, in terms of their 
intrinsic brilliancy measured in intensity per unit radiating 
area (e.g., c.p. per square inch). This method is most conveniently 
applied to very bright surfaces (mantles and filaments, illumin¬ 
ated lamp shades, etc.). It has been suggested as desirable to 
draw a distinction between intrinsic brilliancy and surface 
brightness, and to apply the former term to surfaces which 
actually generate light, and the latter term to illuminated 
surfaces which only become visible by reflected light. It is 
also convenient, on account of the size of the numbers involved, 
to use “ candles per square inch 55 in the former case and “ foot- 
candles ” in the latter. 

The connection between the surface brightness (e), as defined 
above, and the intrinsic brilliancy (e) is a very simple one, 2 
namely:— 

7 re = E p. 

It may be noted that both quantities must be expressed in 
the same units, so that if foot-candles and candles per square 
inch are used the numerical relation is:— 

Surface brightness (foot-candles) = />E = 7 rxl 44 xe 

= 450e (approx.). 

The expression “ specific luminous radiation ” has beep pro¬ 
posed to denote the flux of light per unit area emitted by a 

1 Elektrot. Zeitschr ., 26th Nov. 1908. 

2 A simple proof of this relation is given in Liebenthal’s Praktisehe 
Photometrie, p. 34. See also Ilium. Eng., London, voL vii., Sept. 1914, p. 440. 
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luminous surface. “ Luminosity ” is also sometimes used in the 
same sense as intrinsic brilliancy. 

Standard Photometric Symbols and Nomenclature. 

At this stage it may be well to group together the chief 
quantities as defined above. The questions of appropriate 
symbols and nomenclature was first brought up at the Inter¬ 
national Electrical Congress of 1896, and Prof. Blondel, who 
was responsible for so much early pioneering work in this 
direction, has since suggested some additions to this list of 
symbols. 1 

In addition, the matter has been considered in detail by the 
photometric committee of the American Illuminating Engineering 
Society, and their last report contains a number of proposed 
definitions and new suggestions. 2 

This is a matter which is ripe for international action. 
Meantime the following table seems to embody the terms and 
symbols at present most generally employed:— 


Chief Quantities used in Illuminating Engineering. 


Quantity. 

Unit. 

Equation and 

Symbols. 

Intensity (Lichtstarke, In¬ 
tensity lumineuse). 

International Candle 

(Hefnerkerze). 

I 

Luminous flux (Licht- 
stroni, Flux lumineuse) 

Lnmen. 

< p= Ia = ^ 
r l 

Illumination (Beleuchtung, 
ISclairement). 

Eoot-candle (lux). 

W 

II 

CQI'O- 

II 

Intrinsic brilliancy * (Plach- 

(Candles per sq. in., 

e- 1 

enhelle. fDclat intrinseque) 

Candles per sq. cm.). 

S 

Output of light (Lichtab- 
gabe, Lumiere emise) 

Lumen-hr. (Lumen- 

stunde, Lumen-heure). 

Q-*T | 

1 


* Surface-brightness, e in foot candles (or lux) is equivalent to Ep=h?, where p is the coefficient 
of reflection of the surface illuminated. 


These symbols and units are only given tentatively. The 
whole question is now being considered from an international 
standpoint, and was dealt with in a paper by Mr A. P. Trotter 
before the Illuminating Engineering Society (London) in 1914 s 

1 Ilium. Eng., London, voL v., 1911, p. 205. 

2 Trans. Am. Ilium. Eng. Soc., vol. vii., No. 9, Dec. 1912, p. 727. 

3 Ilium. Eng., London, July 1914. 
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Measurements of Intensity. 

Photometric measurements may be divided broadly into two 
classes, those which are concerned with the intensity of light 
sources (candle-power) and those relating to illumination. The 
photometry of light sources has become a more or less stereotyped 
process. The refinements necessary in the laboratory and the 
precautions necessary to secure accuracy have been ably discussed 
in Mr Trotter’s well-known work. 

The lamp to be tested and the standard may be set up at 
either end of a photometric bench, and the photometer, mounted 
on a sliding carriage, travels between the two. The photometer 
consists essentially of a specially designed screen so constructed 
as to enable us to observe when the two sides of it are equally 
bright, and the illumination received from the two lamps is the 
same. Then if I l5 I 2 be the intensities of the two sources, and 
their distances from the photometer screen giving equal illumin¬ 
ation, we have, according to the inverse square law:— 

h = ^ ,=E, whence l£. 

r 2 r 2 2 I 2 Ty 

This method of moving the photometer is not invariably 
employed. Sometimes it is found desirable to keep the standard 
lamp and the photometer stationary, and to move only the 
lamp under test. For standard. work the method of “ double 
weighing ” is always used. The procedure is as follows: The 
standard is placed at one end of the bench, and the photometer 
is fixed at a certain distance so that it receives a convenient 
illumination—say, 3 foot-candles. A “ comparison lamp ” (the 
intensity of which need not be known) is then introduced on 
the other side of the photometer, and its distance adjusted until 
the photometer is in balance. The comparison lamp and the 
photometer are then coupled rigidly together. Any lamps to be 
tested are substituted for the standard and compared against 
the comparison lamp, coupled, as explained, at a fixed distance 
from the photometer, the two moving as one unit. Or, if the 
positions of the comparison lamp and the photometer are fixed, 
balance may be obtained by moving the lamp to be tested. 
In this way the comparison is made with a fixed illumination, 
and, owing to the fact that the lamps are tested under exactly 
the same conditions as the standard, errors due to possible stray 
light, want of symmetry of the photometers, etc., tend to cancel out. 
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It will be observed that in either case the results are calculated 
on the basis of the inverse square law. In practice various devices 
are employed to lighten the calculations. When many lamps 
are tested under the same conditions, the scale of the photometric 
bench may be engraved direct in candle-power instead of in 
centimetres or inches, or tables and curves may be prepared, 
enabling the value of the candle-power corresponding to anv 
divisions on the bench to be read oh* at once. 

As stated above, measurements of intensity are almost 
always based on the inverse square law. Sometimes other 
methods are useful. For example, Kriiss has advocated the use 
of dark glasses of known absorbing power for the testing of 
very powerful sources. Another device occasionally used is the 
rotating sector. The essential principle in this apparatus is the 
interposition of a rotating disc in the path of the rays of light. 
This disc is provided with an adjustible sliding shutter providing 
for a variable aperture comprising from 0 to 180 degrees of the 
complete revolution. The disc is driven sufficiently rapidly for 
the succession of bright and dark intervals to blend by persist¬ 
ence of vision, and the brightness of transmitted light is pro¬ 
portional to the percentage area of the disc exposed. A detailed 
investigation of this method, which appears to have been first 
used in this country by Mr H. F. Talbot and Sir William Abney, 
has been undertaken by Hyde. 1 This research established the 
scientific correctness of the principle, hut in practice its applica¬ 
tion is not very convenient. Prof. J. R. Milne of Edinburgh has 
described a somewhat more elaborate apparatus involving the 
use of specially shaped rotating paddle-wheels. 2 Like many 
other devices for varying the intensity of light (crossed Nieols, 
liquids of graded opacity, etc.) such apparatus has been mainly 
confined to purely scientific researches. 

A great deal might be written on the equipment of the photo¬ 
metric laboratory. It is sometimes assumed that the walls and 
ceilings and even the implements used should be painted a dead 
black, with a view to diminishing any possible errors due to stray 
light. But the inconvenience of working in such a room is 
obvious, and the opinion is gaining ground that for commercial 
work such extreme precautions are hardly necessary, providing 
the lamps on test and the photometer are judiciously screened. 

It is, of course, essential that any other lamps used in the 

1 Bull Bureau of Standards, Washington, TJ.SA., No. 1, 1906. 

' 2 Proc. Roy. Soc. Edinburgh , 1910-1911, p. 656. 
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room with a view to providing illumination for taking notes, 
etc., should be well shaded; it is necessary to restrict the light 
to places where it is required, so as not to strike the photometer, 
and it is also highly desirable that the eyes of operators reading 
the photometer should not be dazzled by unshaded lamps. 

Photometers. 

The practical success of photometry depends on the precision 
with which we can determine “ equality of brightness.” A 
photometer is merely a device for improving this precision. 

The average man, if asked to examine in turn two widely 
separated illuminated surfaces, would find the utmost difficulty 
in comparing their brightness. In a photometer it is usual to 
bring the surfaces to be compared quite close together, and to 
aim at making the line of demarcation between them as fine as 
possible. Theoretically an object that has exactly the same 
colour and brightness as its surroundings becomes indistinguish¬ 
able from them, but in practice it is difficult to reproduce this 
condition perfectly. 

Many physiologists have attempted to ascertain the minimum 
percentage change in brightness perceptible to the eye, and 
Bouguer, whom Mr Trotter has justly styled “ the father of 
photometry,” devised a number of photometers quite early in the 
eighteenth century. One sometimes hears it laid down as a 
sort of physiological law, deduced from such early experiments, 
that the human eye cannot detect a change in brightness of more 
than 1 per cent, (or 2 per cent, as the case may be). But it must 
be remembered that these conclusions are merely the result of 
the apparatus employed. We have no reason to suppose that 
the limit of sensitiveness has been reached, and it is possible ’ 
that in the future apparatus may be designed enabling us to 
detect much smaller changes in brightness than at present. 

This fraction (sometimes known as Fechner’s constant) is 
practically the same for all values of illumination likely to be 
used on the photometer screen in the laboratory. If the illu¬ 
mination on the photometer screen falls below one-tenth of a 
foot-candle there may be a diminution in sensitiveness. This 
appears to be true (for a given physiological brightness) irre¬ 
spective of the colour of the light. 1 

i Dow, Ilium. Eng., London, vol. iii., 1910, p. 237 ; A. Broca, Jr. de 
Physique , 1894. 
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The general opinion seems to be that the most favourable 
illumination for the photometer screen lies between 1 and 5 
foot-candles. In favourable circumstances (and when the two 
sources to be compared yield light of the same colour) the read¬ 
ings of an observer may be expected to agree within 1 per 
cent., while the mean of a series of readings bv experienced 
observers in the laboratory may be repeated within one-lifth or 
even one-tenth of a per cent. 1 This, of course, refers to accurate 
measurements in the laboratory; the precision obtainable in 
commercial photometry and with illumination photometers may 
naturally be less. In passing, a distinction should be drawn 
between the general accuracy of photometers (including all 
sources of light) and the accuracy with which readings on a 



Fig. 80 a.—C rude form of shadow p IG . 80 s. 

photometer. In this arrangement the rod is replaced by 

Shadows a, b are cast by a rod illuminated a photoped carrying a screen *, in which 
by the sources L-2- The arrangement shown there is a rectangular aperture. The position 
is primitive, but by adjusting the position'of the this is adjusted until the shadows a and b 
rod the shadowed regions a, b can be brought just fail to overlap. They are conveniently 
into juxtaposition (see fig. SOB). cast on a translucent screen, and their bright¬ 

ness viewed from behind. 

photometer can be repeated (which is merely a question of the 
sensitiveness of the instrument). Under favourable circumstances 
results can sometimes be repeated within one-fifth per cent. The 
general accuracy of commercial photometry has been estimated 
by Dr C. H. Sharp 2 to be 2 per cent., a result which is probably 
only approached in the best laboratories. For a very able dis¬ 
cussion on this subject in photometry, the reader may be referred 
to the chapter “ On Errors ” in Mr Trotter’s work. 

It is not surprising that the experiences of various authorities 
with different types of photometers are apt to be somewhat 
inconsistent. In general an investigator favours the instrument 
with which he is most familiar. Moreover, the methods adopted 
of expressing the sensitiveness have not always been the same. 
As an instance of such researches, we may mention the experi- 

1 See some results presented by Mr C. C. Paterson, Ilium. Etiy., London, 
vol. iii., 1910, p. 231. 

2 Trans. Am. Inst, Elec. Engrs. t vol. xix. p. 1493. 
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merits of Wild, 1 Kenelly, 2 and Barr and Phillips. 3 A series of 
researches was also carried out by the Netherlands Gas Com¬ 
mission in 1894. According to these experiments the Lummer- 
Brodhun and Bunsen (grease-spot) photometers rank among the 
most sensitive. For the comparison of lights of the same colour 
there are also certain flicker photometers, with which excellent 
results are said to have been obtained. 

The various types of - photometric screens in use have been so 
frequently described in well-known treatises on the subject that 
it hardly seems necessary to say much about them. Much of 
the earliest work in England was done with the shadow 
photometer invented by Count Rumford. In its mo'st primitive 
form this consisted merely of a rod placed in front of a sheet of 
white paper, which was caused to throw two shadows on the 



Fig. 81 .—The simple Ritchie Wedge, the two inclined surfaces of which are 
illuminated respectively hy L ]? L 2 , the two sources to be compared. 

lamp tested. The illumination from one of the sources was 
varied until the density of the two shadows appeared equal. 
The method was subsequently elaborated in the apparatus used 
by the Gas Referees. A slot, or series of slots, in a plate of 
metal replaced the rod, and their distance from the paper was 
adjusted so as to bring the edges of the shadows in exact con¬ 
tact. ‘ A piece of translucent paper was used §o that the screen 
could conveniently be inspected from behind (see fig. 80 b). 

In the Rumford photometer the lamps under test are placed 
on the same side of the screen, but it was soon found that the 
method of placing them on either side of the screen was more 
convenient. In these circumstances it may be necessary to 
reverse the photometer so as to allow for any difference between 
the two sides of the screen, but in most cases the variation 
should not be large. One of the simplest photometers of this 
kind was the Ritchie Wedge, having two similar matt white sides 

1 Electrician , 8th Nov. 1907. 

2 Paper before the Nat. Elec. Light Assoc., Chicago, March 1908. 

3 Electrician, 9th March 1894. 
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exposed to the ten lamps under test, with as tine a line of 
division between them as possible. Plaster of Paris surfaces 
have occasionally^ been used. It is not easy to make the line 
of demarcation tine enough to secure high sensitiveness, and 
unless care is taken to place the wedge absolutely symmetrically 
with respect to the bench appreciable u angle errors ” ( ie. errors 
arising from the fact that the rays of light do not strike the 
surface at the same inclination) may occur. 1 In order to eliminate 
such errors it is preferable for the rays of light to strike both 
sides of the screen approximately vertically. 

The obj ection of angle errors may also be raised to other 
photometers, such as the Thompson-Sterling, using inclined 
screens, unless the wedge is viewed from a fixed point. 

The Ritchie Wedge photometer is now rarely used, but the 
wedge device has been introduced in some modern photometers, 
one of the most interesting of which is the Bechstein instrument. 2 

Another early type of instrument, usually known as the Joly 
photometer, utilised two translucent blocks of wax or serai - 
obscured glass, a fine metal sheet being usually insetted between 
the blocks to form a division, but the sensitiveness of this 
arrangement is not very great. 

We now come to a photometer of early date which has 
persisted up to the present time, and indeed may still be de¬ 
scribed as one of the most sensitive available—the Bunsen or 
grease-spot photometer. The screen consists simply of a sheet 
of white paper, part of which is waxed and therefore becomes 
semi-translucent. The most general method is to make a greased 
annulus, the centre disc being left plain. The annulus then 
appears darker than the centre by reflected light, but brighter 
by transmitted light If one employs the “ double-weighing ” 
method, which eliminates want of symmetry in the photometric 
screen, it is only necessary to observe one side of the disc and 
to adjust the photometer until the centre spot just vanishes. 

But it will be found that if one side of the disc is exactly in 
balance, the other side in general is not. When photometric 
balance is obtained by moving the instrument to and fro between 
the lamps compared, the correct method is therefore to adjust 
the position of the photometer so that the contrast between the 

1 See L. Wild, Electrician, vol. Mi. p. 59, 1908 ; also Trotter, Illumination, 
its Distribution and Measurement , p. 95. 

2 Tor a detailed description of this instrument see Ilium. Eng., London, 
vol. i., 1908, p. 498. 
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central disc and the annulus is the same on both sides of the 
screen. In practice inclined mirrors are placed on either side 
of the screen, enabling the observer to see both sides simul¬ 
taneously (see fig. 82). 

This “ contrast ”, method should lead to a distinct gain in 
sensitiveness as compared with photometers of the “ equality 
of brightness 55 type (e.g. Joly, Ritchie Wedge, etc.), and for this 
reason is preferable to the use of only one side of the disc. For, 
when the photometer is put slightly out of balance, so that the 
spot on one side becomes darker, an exactly similar change, in 
the opposite direction takes place on the other side of the screen. 



Fig. 82 .—General view of Bunsen photometer. 

(.Reproduced from Illumination , its Distributionland Measurement , by A. P. Trotter.) 


The eye, glancing successively at the two images, has therefore 
a double change by which to be guided. 

The sensitiveness of a grease-spot screen depends in a great 
measure on the way the wax is applied. A modification of the 
greased spot is the Leeson disc, composed of three sheets of 
paper pressed together. The two outer sheets are thin and 
semi-transparent. The middle sheet is opaque, and a small disc 
is stamped out from the centre; a surprisingly fine line of 
division can thus be obtained. 

The Lummer-Brodhun photometer has been described as a 
scientific grease spot, the paper disc being* replaced by two 
accurately ground prisms in optical contact. The photometer 
has been so often described that we need hardly enter into 
the somewhat complicated details here. They are given fully 
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in LietenthaFs work, 1 and the photometer is also described bv 
Mr. Trotter. 2 

. Lummer and Brodhun studied the question of the desirable 
decree of contrast, and came to the conclusion that the maximum 
sensitiveness (022 per cent.) was obtained with an absorption 
by the thin glass plates of 3 A per cent. 

' For a more complete account of these details also readers may 
consult Liebentbal’s work 3 4 The line of division between the 
photometric surfaces is exceedingly fine, and the accuracy under 
favourable conditions is probably as great as that readied with 
any known photometer. But the fact that the field is observed 
through a telescope is considered a drawback by some observers, 
who prefer photometers of the grease-spot type, which can be 
inspected from a distance. Kriiss has devised an arrangement 
comprising two telescopes and enabling binocular vision to be 
obtained. 

It has been pointed out that the introduction of such sources 
of light as the flame arc, incandescent mantle, and inereury- 
vapour lamp has greatly added to the difficulties of photometry. 
A certain amount of practice is necessary, even when comparing 
lights of the same colour, to determine the exact point of 
balance of photometers which depend on the “ equality of 
brightness” or “contrast” principle. When the two lights 
differ greatly in colour the difficulty becomes greater. 

This circumstance has led to the revival of the flicker photo¬ 
meter, in which two surfaces, illuminated by the respective 
sources of light to be compared, are successively brought into 
the field of view ; at a sufficiently rapid speed, the field of view 
then assumes a colour intermediate between that of the sources 
•of light compared, but if the photometrical surfaces do not 
appear equally bright a curious throbbing or flickering effect is 
produced, and this only ceases when equal illumination of the 
two surfaces is secured. If the impressions succeed one another 
yet more rapidly, this flicker too ultimately ceases, and the 
.sensitiveness of the photometer is correspondingly diminished. 
This question of the best speed for flicker photometers was 
discussed by one of the writers in 1907 A 

1 Pmktische Photometrie , p. 173. 

2 Illumination, its Distribution and Measurement , p. 99. 

3 Praktuche Photometrie , pp. ] 80—187. 

4 Dow, “ The Speed of Flicker Photometers, Electrician, 1st and 8th Feh. 
1907. 
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In using such sin instrument we therefore select a speed 
which is sufficient to enable the colours to blend by persistence 
of vision, but not rapid enough to prevent the production of 

flicker due to the difference in 



brightness between the two sur¬ 
faces. We then assume the 
position in which the flicker dis¬ 
appears, or is a minimum, to be 
the position in which the surfaces 
appear equally bright. 

The first application of flicker 


Eye 

Fig. 83.—Rood flicker photometer. 


to photometry is generally associ¬ 
ated with the name of Prof. Ogdon 
N. Rood. The Rood form of photo¬ 
meter 1 consisted essentially of a 


Two sides of a Ritchie Wedge sxe "WaHcta iti flip nf n 

illuminated by the sources to be tested. -tUtCUie Wedge in me IOrm 01 a 

When the lens is caused to oscillate, the ■nlacd-Av nf nriffm Thp two 

line of division between the illuminated P iaStei OI rariS prism. ±ne bWO 

surfaces appears to the eye to move rapidly gj^gg Q f £he prism Were illuminated 
to and fro, thus producing a flicker. 

respectively by the two sources to 
be compared, and the sharp edge between the illuminated surfaces 
was viewed through an oscillating lens. The two surfaces, being 
by this movement of the lens alternately brought into the field 


of view, produced the 
impression of flicker. 

The Bechstein flicker 
photometer utilises a 
modification of the Rood 
device. 2 A general view 
of the instrument is 
shown in fig. 84. 

Following the work 
of Rood, Whitman 3 
devised a form of photo- 



- Fig. 84.—Bechstein flicker photometer 
(general appearance). 


meter in which the two surfaces themselves are put in motion 
in such a way as to produce a flicker. In his original instru¬ 
ment one photometrical surface, .inclined to the bench at a 


suitable angle, was illuminated by one of the sources to be com¬ 
pared. In front of this a cardboard disc, from which a circular 


1 Am. Jour, of Science, 1899, p. 194. 

2 Zeitsrhr. fur Instrumefitmkunde, vol. xxv., 1905, p. 45 ; see also Ilium. 
Eng., London, vol. i., 1908, p. 499-.. 

3 Physical Review , 1896, p. 241. 
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segment had been cut out, was placed, and was illuminated by 
the other source. As this disc was rotated the observer saw, in 
rapid succession, the disc itself and the surface behind It, and 
when these two surfaces 

White Matt 
Surface 


were unequally illumin¬ 
ated a flicker was pro¬ 
duced. 

Another photometri- 
cal device used by 
Whitman 1 is shown in 
fig. 86. A truncated 
cone, ABCD, made of 
plaster of Paris was cut 
across diametrically at 
EF. The portion ABEF 
was then 



Quadrant Flicker Disc 



\^7 
Fig. 85.- 


Eye 


-IVhitman sector flicker photometer. 


pt-jj 




The white matt surface is illuminated by a source of 
reversed and W> the right, the sector disc by a source to the left. 

When this disc rotates the eye sees in rapid succession the 
-placed in the position surface of the disc and the surface behind it When the 
■l r illumination of the two surfaces is unequal & flicker results. 

shown. When the whole 

was rotated about the axis of the cone an observer saw in succes¬ 
sion first the portion AB, illuminated by the light to the right, 
and then the portion CD, illuminated by the light to the left. 

In hg. 87 are shown several types of flicker discs described by 

Kriiss. 2 The first of these resembles 
the disc used in the well-known 
Simmanee-Abady photometer. 

When these pieces are rotated 
about a horizontal axis, the observer 
se§s the boundary between the 
photometrical surfaces continually 
cross and recross the field of 
view. This change occurs twice 
in ev£ry revolution in the case of 
No. I., four times in every re¬ 
volution in the case of No. II., 
and six times in the case of No. III. 

More recently Kriiss has devised a means by which the 
principle of flicker can be combined with the use of the Luramer- 
Brodhun photometer head. 

Wild has devised a very simple form of flicker photometer, 
in which the expedient is adopted of rotating a grease-spot 

1 Science, 1898, p. 11. 

2 PhysikaUsche Zeitschr., 5, pp. 65-67,1903. 


Fig. 86. —Showing the W hitman 
4 ‘ truncated cone ” flicker photometer. 

The upper half of the cone ABEF is 
cut off and transposed, as shown in the 
right-hand figure. 
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disc. The disc is cut out of ordinary white blotting-paper, 
about half of its surface being greased and half plain. This 
disc is merely rotated about its centre by means of a small 
electric motor, and a portion of the upper part of the disc is 
viewed through a telescope. In this way the possibility of angle 
errors is very much reduced, and under the very best conditions 
the sensitiveness is said to rival that of the Lummer-Brodhun 
photometer. Wild has shown how binocular vision can be ob¬ 
tained with this instrument and the contrast principle applied. 1 

The advantage ascribed to flicker photometers lies in the 
fact that an unpractised observer usually finds it very difficult 



Fig. 87.—Types of flicker discs, Nos. I , II., III. 
(Produce respectively two, four, and six reversals per revolution.) 


to distinguish small differences of light and shade when the 
sources of light to be compared differ greatly. On the other 
hand, it is urged that but little practice is needed to enable an 
observer to decide whether or no a flicker is visible through 
the telescope of a photometer, and to set the photometer so that 
the field appeal's flickerless. 

As regards the correctness or otherwise of the flicker 
principle in colour work we shall have something to say in the 
next section. 

The Problem of Colour Photometry. 

From what has been said above it will be gathered that we 
can now compare the illuminating power of sources of light with 
1 See Ilium . Eng., London, vol. i., 1908, p. 825. 
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very tolerable accuracy. But this accuracy, which is probably 
sufficient for most practical purposes, is only attainable when 
the lights compared are similar in colour. When two ilium inants 
yield lights of widely different colour their comparison becomes 
difficult. A trained ear could no doubt judge with fair exactitude 
which is the louder of two adjacent notes struck on the piano; 
but it is much more difficult to compare the loudness of a shrill 
whistle with that of a beaten drum. Doubtless one would not 
find much difficulty in selecting two roses of the same class 
having an equally strong scent; but would it be possible, by any 
system, to compare the scent from a rose with the odour of 
paraffin ? 

Similarly, the determination when two adjacent surfaces of 
widely different colour (iff ear equally bright is difficult to many 
people, although trained observers profess to be able to form a 
consistent judgment. 

A distinction may, at the outset, be drawn between the 
problems involved in the comparison of commercial illuminants 
and those which confront us when we attempt to judge the 
brightness of pure spectrum colours. The differences in tint 
met with in illuminants yielding continuous spectra do not give 
rise to serious difficulties. Most people find no very great 
obstacle to comparing an incandescent mantle with an Argand 
burner, a metal-filament lamp with a carbon-filament one, or 
even a white arc lamp with an elective glow-lamp. 

In the case of standard work even these comparatively slight 
differences in colour may be of some consequence. A device 
known as the “cascade” method is employed at the National 
Physical Laboratory. A series of standards of progressively 
varied efficiency has been prepared, and the difference in colour 
between each successive pair is too slight to cause trouble. 
Consequently each standard can be accurately compared with 
any other, although the difference in colour of the first and last 
may be considerable. In testing other lamps a standard of any 
desired colour within the prescribed limits may then be used. In 
America a somewhat similar method, based on the use of suitably 
tinted glasses, has been adopted by the Bureau of Standards, and 
the authors understand that it was already in use many years 
ago at the Reichsanstalt. 

More recently illuminants have been introduced (such as the 
flame arc, the Moore tube, the neon tube, and the mercury- 
vapour lamp) which yield line-spectra and differ widely in colour. 
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It is undoubtedly a difficult problem to compare the neon tube, 
giving only lines in the orange and red, with the mercury- 
vapour lamp, the rays of which are concentrated in the yellow, 
green, and blue-violet. Some experiences in the photometry of 
these lamps were recently described by Dr Broca and MM. 
Jouast and Laporte. Divergences in the -results of different 
observers of as much as 100 per cent, were recorded. 1 The 
difficulties become extreme when one attempts to compare pure 
spectrum colours; and the exact shape of “ luminosity curves ” 
for the spectrum can therefore only be determined approxi¬ 
mately; this, of course, does not apply to spectrophotometric 
measurements in which the spectra are matched colour by colour, 
but only to those in which heterochromatic comparisons are 
made. 

These errors also occur, although usually in a less incon¬ 
venient form, in the case of investigations on coloured fabrics, 
wall-papers, etc. 

The fundamental physiological difficulties of colour photom¬ 
etry were touched on in Chapter VI. (Colour and the Eye). It 
has been pointed out that the condition of the human eye with 
respect to the perception of coloured light is quite different in 
a feeble light from what it is when the illumination is high. 
Whatever be the physiological explanation—whether based on 
the struggle between the “ rods ” and “ cones ” or the changes in 
the visual purple—the dark-adapted eye is singularly insensitive 
to red, and highly sensitive to green and blue rays. In a feeble 
light, as we have seen, red objects tend to appear jet-black. 

Naturally these effects reveal themselves directly the attempt 
is made to compare illuminants differing much in colour. Very 
marked discrepancies between the results at high and low 
illuminations were recorded in the experiments by Broca, Jouast, 
and Laporte on neon and mercury-vapour lamps, referred to 
above. One of the authors, in a series of experiments on lamps 
screened with red and green .glasses, has shown how such 
measurements are also affected by the size of the photometric 
surfaces, the distance of the eye of the observer, and the angle 
of inclination at which they are seen. 2 We must remember too 
that the sources of light we are attempting to compare would 
certainly be used to illuminate surfaces very much greater than 

1 u Quelques Difficulties de la Photomdtrie des sources luminescentes 
industries,” Ball. Soc. Int. des filectriciens, Feb. 1913. 

2 Dow, “Colour Phenomena in Photometry,” Phil. Mag., Aug. 1906. 
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those existing in the photometer, and measurements in the 
laboratory may therefore fail to represent accurately the 
illuminating power of a source under practical conditions. 

It is difficult to see how one can evade these phenomena 
completely. Even if one could contrive a method of measure¬ 
ment independent of them, we should ipso facto fail in our 
purpose, since the results would not bear an exact relation to 
experiences in practice. One general rule may be suggested— 
the illumination of the photometer screen should be about the 
same as that which the lamps will be expected to furnish in 
practice. Experience has shown that at fairly high illuminations 
(say, above 1 foot-candle) these colour effects have a com¬ 
paratively small influence, since the eye is in a more or less 
“ saturated ” condition. It is really only when the illumination 
is low (as in street lighting) and in the case of illuminants 
having exceptional spectra that practical difficulties arise. 

For this reason photometers of the “ extinction ” class, the 
action of which depends on dimming the light tested until some 
small object can only just be perceived, should be used with 
caution. For the eye is then in an abnormal condition, and the 
portion of the spectrum that is influential may not be that which 
is most effective at ordinary illuminations. 

It has been shown that a number of early experiments on 
acuteness of vision were misinterpreted owing to disregard of 
this point. Some observers found that acuteness of vision was 
greatest in the yellow (near A = 0*58 jm), others that it reached a 
maximum in the green (near A = 0’52/>t). In reality the con¬ 
clusion reached appears to have been due simply to the order of 
illumination at which these experiments were carried out. 

It may be of interest to mention a few of the methods 
suggested with a view to minimising these difficulties. Readers 
may be referred to the various treatises mentioned at the 
commencement of this chapter, and particularly to the section 
of Uppenborn’s work dealing with this subject, which contains 
an excellent bibliography. 1 

These devices fall into several distinct classes. There are 
those based on the use of coloured screens. Mac6 de Lepinay 2 
proposed to view the photometric surface first through a red 
screen and then through a green screen, and he gave a formula 
for which the true relation between the illuminants tested could 

1 Lehrbuch dev Photometric, pp. 284-310. 

2 Comptes Rendus , vol. xcvii. pp. 1428, 1883. 
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be calculated in terms of the readings obtained. The same 
method has been pursued by Weber, 1 Schumann, 2 and others. 
But the method, besides being somewhat tedious and incon¬ 
venient, is clearly inapplicable to sources having discontinuous 
spectra—particularly to such a source as the mercury-vapour 
lamp, which contains no red rays. A more scientific method 
was that due to Crova, 3 who used a yellow screen. Theoretically 
this was supposed to absorb all rays except that at 0'5S2p, and 
Crova considered that the comparison of the intensity at this 
point in the spectrum gave a true measure of the relative 
integral intensities. Practically a solution confining the radia¬ 
tion to a narrow region of the spectrum in this neighbourhood 
is found to absorb a great deal of light. Moreover, the principle 
involved, like that of Macd de Lepinay, would only apply to 
continuous spectra, and cannot be used in the really difficult 
colour comparisons. 

Other methods are based on the principle of acuteness of 
vision. Weber (loc. cit) many years ago proposed to illuminate 
black and white patterns, such as concentric circles composed 
of lines of progressively diminishing thickness ; and Dr Fleming 
devised “ discrimination photometers, 5 6 ’ in which the illuminants 
compared were made to illuminate a series of fine dots. The 
idea was to judge one’s position of balance not by equality of 
illumination but by “ equal distinctness.” But in practice it 
may be questioned whether this practice assists one’s judgment 
to any great extent; in addition, the basis of the method appears 
to be theoretically unsound, and, for the reasons explained in 
Chapter V., it may prove actually misleading. 

We come next to the flicker photometer, the theory of which 
has recently been studied by Dow, 4 and many other observers. 
A recent series of contributions by Ives in the Philosophical 
Magazine on this subject, and also on the general principles of 
colour photometry, is of special interest. 5 

It has been claimed as an advantage that the flicker photo¬ 
meter is independent of colour, inasmuch as colour-blind observers 

1 Elektro. Zeitschr ., 5, p. 166, 1884. 

2 Ibid., 5, p. 220, 1884. 

3 Compies Rendus, xciii. p. 512 ; xcix. p. 1067. 

4 ‘‘Colour Phenomena in Photometry, 35 Phil. Mag., Aug. 1906; “Physio¬ 

logical Principles underlying the Flicker Photometer, 33 Phil. Mag., Jan. 1910. 

6 “ The Photometry of Lights of Different Colours, 33 Phil:Mag., July, Sept., 
and Nov. 1912 
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obtain the same results with it as do people with ordinary 
vision. Were this a fact it would seem a doubtful recommenda¬ 
tion from the theoretical standpoint, but researches made at the 
Reiehsanstalt and elsewhere by no means hear out this view. 1 2 3 
On the other hand, many colour phenomena do seem to be less 
marked with flicker instruments than they are with those of 
the equality of brightness type. Ives indeed, and also Luckies!] 
finds that the Purkinje effect is actually reversed with the 
flicker instrument. It appears to be now generally agreed that 
at ordinary illuminations, and with sources having continuous 
spectra, both types of photometers give substantially the same 
results. At low illuminations this may not be so, but it remains 
to be determined which form of instrument gives the more 
exact measure of practical ilium mating value. 

The problem is complicated by the peculiarities in vision of 
different observers. Ives, in the researches mentioned above, 
includes tests of a number of people from which he deduces 
the luminosity curve for the normal eye, and it is suggested 
that this might be assumed in researches on colour photometry. 

Finally, there have been several suggested standards of 
light based on the measurement of radiation, which in ay fitly 
be considered in relation to the problems diseussed above. 
Drysdale proposed a primary standard using, not incandescent 
platinum, but a black body maintained at a fixed temperature? 
Houstoun 4 and Strache have suggested that by the use of 
suitable colour solutions, or by optical means, it might be 
possible to isolate the visible from the total radiation of an 
incandescent surface and to absorb the various rays in such 
proportions as to give a luminosity curve identical with that of 
the eye, thus constituting white light. Steinmetz proposed to 
select energy of certain wave-length in the red, green, and blue, 
and to combine these elements in suitable proportions to produce 
a white light. It might be possible to measure the radiation 
of these definite single wave-lengths with exactitude and to 

1 Gas World , 11th April 1908; see also F. L. Tafts, Jr. of Science, 
22, p. 531, Dec. 1906. 

2 “ThePurkinje Effect with flicker and Equality of Brightness Photom¬ 
eters, Elec. World , 22nd March 1913. 

3 Discussion before the Physical Soc. of London, June 1909, Ilium. Eng., 
London, vol. ii., 1909, p. 144. 

4 Proc. Roy. Soc . London , June 1911. 
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avoid the experimental difficulties involved in measuring the 
radiation from continuous spectra. 

Ives has suggested that it might be possible by suitable 
screens to isolate the green mercury line (which is very near 
the point in the spectrum where the maximum sensitiveness of 
the eye is located) and to measure the radiation of this single 
wave-length by physical means. 1 

All these methods are apparently based on the idea of 
defining a standard of light in terms of physical measurement 
and avoiding the perplexities caused by the physiological 
peculiarities of the eye. But it would seem that the experi¬ 
mental difficulties are considerable, and that even the physio¬ 
logical difficulties are postponed only and not avoided. 

Physical Methods in Photometey. 

The idea of using so-called physical methods in photometry 
(i.e. the direct action of light on some material, independent of 
the eye) has a certain fascination. One would appreciate an 
instrument which, if pointed at a lamp, would straightway 
register its illuminating value on a dial without its being 
necessary to introduce the complexities of the human eye. 

But none of these chemical and physical methods respond 
to radiant energy in exactly the same manner as the eye. The 
thermopile would be mainly influenced by the heat rays of an 
illuminant; actinometers and photographic paper are in general 
affected most by the ultra-violet. At present, therefore, it hardly 
seems possible to use such an apparatus for absolute measure¬ 
ments and for the comparison of different illuminants. But it 
is conceivable that it might be useful for purely relative work, 
where no comparison is attempted between sources having widely 
different spectra—for example, in making tests of daylight, or 
in obtainir^g polar curves of light distribution. 

The first of such methods that naturally occurs to one is the 
use of photography. Photographic paper has often been so used, 
and is sometimes employed in connection with ancient light 
cases even at the present time. But photography cannot as a 
rule compete with ordinary photometry for convenience and 
accuracy, and its use is practically restricted to speetrophoto- 
metric researches (such as the investigations of Ives and 

1 “Energy Standards of Luminous Intensity,” Trans. Am. Ilium. Eng. 
Soc.j April 1911 and Oct. 1912. 
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Coblentz on the spectrum of the fire distribution of brightness 
in the spectrum of the fire-fly). Recently Ives and Luckiesh 
have devised a photographic method of determining polar 
curves. 1 A strip of light-sensitive paper is wound in the form 
of a cylinder, the light to be tested being at its centre. Under 
suitable conditions of exposure and development the darkening 
of the paper will be proportional to the intensity of the light 
striking it at that point. One advantage claimed for this 
method is that it acts as a “ ballistic photometer,” automatically 
recording the mean of the readings during a given period, and 
being therefore specially applicable to the photometry of sources 
which are inclined to flicker. 

Another physical apparatus that has sometimes figured in 
photometry is the thermopile. A thermopile with blackened 
surface is sensitive to all forms of radiant energy, and does not 
discriminate between the visible and non-visible rays. It could 
not therefore be applied for comparing different illuminants in 
the spectra of which visible and invisible energy exists in 
variable proportions. Felton and Brady, in a paper read at the 
annual convention of the Illuminating Engineering Society in 
the United States in 1910, showed some polar curves of light 
distribution obtained by this means. The thermopile appeared 
to give fair results for electric incandescent lamps, and the 
method would presumably be expeditious. But in the case of 
gas lamps the curves were distorted by the effects of conduction 
and convection of heat from the burner. Yoege has likewise 
used the thermopile for this purpose, and he has also shown that 
it can be conveniently applied to record the variations in light 
of unsteady sources. 2 There certainly seems to be a need for 
some standard method of comparing the steadiness of different 
illuminants. 

Another appliance which has often attracted interest for 
photometric work is the selenium cell, the resistance of which 
changes when it is exposed to light. A photometer based on 
this principle was devised by Torda some years ago. 3 The 
experimental difficulties connected with such cells are at present 
considerable. Special care is necessary in the preparation of 
selenium in order to avoid . the effect of the inertia of the 
material. Torda hoped to overcome this difficulty by the use of 

1 Elec. World , 20th July 1912. 

2 Elektrot. Zeitschr 16th Jan. 1908. 

3 Electrician , 13th April 1906. 
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a clockwork shutter, which automatically cut off the light from 
the cell after it had been exposed for a certain period. The 
sensitiveness of the cell to light of different colours depends on 
the way in which the selenium is prepared. Prof. Ruhmer 
of Berlin makes two forms, which are respectively most sensitive 
in the red and the green regions of the spectrum. He is also 
reported to have obtained cells whose maximum sensitiveness 
lies in the ultra-violet. One curious circumstance related by 
Pfund 1 is that the selenium cell is subject to a phenomenon 
analogous with the Purkinje effect, the maximum sensitiveness 
of some cells being in the green at low illuminations and in the 
orange-red when the illumination is high. This characteristic, 
coupled with the fact that the ordinary selenium cell, unlike the 
thermopile and the photographic methods, does at least have 
its maximum sensitiveness within the visible spectrum, suggests 
that it might be possible in the future to prepare cells having 
a curve of sensitiveness substantially the same as that of the 
normal eye. In this case it might be applied for ordinary 
photometric work. But even should we succeed in evolving a 
successful physical photometer by this or other means, it would 
seem to be essential that its use should be periodically checked 
by appeal to the eye and by comparison with ordinary photo¬ 
metric methods. 

The use of selenium cells has been practically confined to 
relative measurements, such as the recording of daylight varia¬ 
tions in school-rooms and the study of the fluctuations in light 
during an eclipse. 

Ban and Philips, 2 Presser, 3 and others have also suggested 
devices to enable the cell to be used in the photometric labora¬ 
tory, but up to the present time very little work has been done 
in this way. 

More recently an interesting departure has been made by 
Richtmyer 4 and Voege 5 in applying alkali metal cells of the 
type devised by Elster and Geitel to photometry. Such cells 
have several distinct advantages. There is said to be little 
“ inertia,” the relation between galvanometer reading illumin- 

1 Physical Review , vol. xxxiv., May 1912. 

2 Electrician , vol. xxxii. p. 525. 

3 Elektrot. Zeitschr ., 1907, p. 510. 

4 Trans. Ilium. Eng. Soc. U.S.A., vol. viii., 1913, p. 459. 

5 Paper read before tlie German Illuminating Engineering Society, March 
28, 1914 : Ilium. Eng., London, June 1914, p. 295. 
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ation is linear over a wide range, and the maximum sensitive¬ 
ness is located in the visible spectrum. Voege has found that 
such cells, equipped with a suitable light filter, answer well for 
testing lamps of the same class, and are very constant. In 
general their use is only proposed for relative work. The current 
to be measured (10 “ 9 amperes) is small but not very incon¬ 
venient in the laboratory. On the whole, experience with these 
cells is favourable, but it is too early yet to appraise their value 
in practical photometry. 

The Distribution of Light from Illuminants. 

Let us now pass on to another phase of photometry—-the 
study of the distribution of light from illuminants. In Chapters 
II. and III. quite a number of diagrams were given showing how 
much modern illuminants differ in this respect. An ordinary 
direct-current lamp with vertical carbons gives its maximum 
light at an angle of about 50 degrees in the lower hemisphere, 
but a shadow will be cast by the lower carbons and there will 
be very little light immediately under the lamp. The intensity 
in a horizontal direction will also be small. The burner below 
an upright gas mantle also throws a deep shadow, but the 
maximum intensity in this case is horizontal. The carbon- 
filament electric lamp gives about 40 per cent, of its horizontal 
intensity immediately under the lamp; and the metallic filament, 
arranged as a series of vertical elements, yields even less. Many 
inverted mantles, being approximately spherical in shape, give 
practically their maximum light in every direction in the lower 
hemisphere, but the burner intercepts much of the light above 
the lamp. 

In what has been said above we have assumed that the source 
is not provided with a globe or reflector. It is possible by using 
an appropriate reflector to modify the distribution of light very 
•considerably. For example, by merely placing a focussing type 
Holophane reflector over a metal-filament lamp we concentrate 
by far the greater part of the light in the lower hemisphere, and 
the greatest intensity is then obtained immediately below the 
lamp. As another illustration of the effect of a slight change in 
the shape of the reflector, take the distribution curves of the 
Sugg and Gratzin gas lamps shown in figs. 20 and 21 in Chapter 
II. In the former case the maximum is vertically downward, 
in the latter the greatest intensity is reached in a direction 
-slightly below the horizontal. 
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In practice we generally require a lighting unit to give its 
greatest intensity in a downward, direction, so as to illuminate a 
desk, table, or bench, etc. But there are also occasions when we 
aim at illuminating vertical surfaces, such as blackboards, 
placards, etc., and in these cases a strong horizontal component 
is necessary. Again, in the indirect system of lighting, we de¬ 
liberately throw most of the light upwards on to a white ceiling. 
It is therefore a matter of considerable importance to know how 
the light from any unit is distributed, and there are many manu¬ 
facturers who now make a practice of giving information on 
this point. Without a knowledge of the intensities in various 
directions we cannot perfectly compare the capacities of modern 
illuminants. To measure only the horizontal candle-power, or to 
state only the candle-power in the direction of maximum intensity, 
and to ignore the distribution of light in all other directions, 
would often lead to very misleading conclusions. In order to 
represent the distribution of light in space, we use what is 
termed a “polar curve of light distribution.” A number of 
diagrams have already been given. Such diagrams are usually 
drawn to polar co-ordinates. The centre of the diagram corre¬ 
sponds with the centre of radiation of the source of light, and 
the lines radiating outwards in all directions may be taken to 
represent the direction of the light-rays emitted by the lamp. 
The concentric circles serve as a scale of candle-power, and the 
diagram is built up by measuring off along each line a length 
proportional to the candle-power in that direction, and drawing 
a curve through the points obtained. 

The determination of such curves in the laboratory is usually 
a somewhat intricate and tedious process. The method em¬ 
ployed varies according to the dimensions of the unit to be 
tested. As a rule the lamp cannot conveniently be tilted, and 
it is therefore usual to rotate round it a mirror or mirrors placed 
in such a way that the ray of light in each direction is succes¬ 
sively directed along the photometric bench. But it is possible 
to mount small electric glow-lamps in a holder capable of motion 
in a vertical plane, and, by tilting the source itself, to avoid the 
use of mirrors. 

For a description of some modern devices used with very 
large sources, readers may be referred to a paper by G. H.. 
Stickney and S. L. E. Bose read at the Fifth Annual Convention 
of the American Illuminating Engineering Society in 1911. 
Also to the lecture on photometry delivered by Dr Sharp at the 
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Fig. 88.— Showing arrangements for determining the light distribution from arc lamps in the laboratory of the General 
Electric Co. of America (Stickney and Rose, Trans . Amer. Ilium. Eng . Soo., vol. vi., 1911). 

The lamp is suspended in a separate chamber, and its rays are reflected from an inclined mirror and pasB through an aperture on to the sight-box 
of the photometer, as shown. Photometric balance is adjusted by moving the comparison incandescent lamp. 
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Johns Hopkins University, Baltimore, in October of the same 
year. 

Fig. 88 shows diagrammatically a very usual arrangement.. 
The lamp to be tested is suspended, preferably in a section of 
the laboratory partitioned off from the rest of the room, so that 
the powerful sources may be completely screened from the eyes 
of the observer working the photometer. The ray of light is 
reflected off a 45 degrees mirror through an aperture along the 
photometric bench. The mirror is rotated successively into 
positions equivalent to intervals of about 10 degrees, and the 
position of the arc lamp being adjusted in each case so that the 
reflected ray still passes along the line of the photometric bench. 
It will be observed that the angle of incidence with the mirror 
is always the same, so that the absorption is constant. The 


Axis __ __ _J 

T 

Photometer 

Fig. 89.—Showing method of investigating the light distribution of 
a source by aid of two symmetrically placed inclined mirrors. 

These two mirrors reflect the rays on to the photometer screen (which is kept stationary), 
while the direct rays are screened. 

coefficient of absorption of mirrors used in this way is usually 
determined by a separate test on a lamp of known candle-power; 
for a good silvered mirror it should be practically the same for 
all colours in the visible spectrum. The lamp tested should 
travel on an arc or a circle struck about the centre of the mirror. 
The continual adjustment of the position of the arc lamp on test 
is rather a drawback to this method, and gearing is usually fitted 
up to make the adjustment as expeditious as possible. 

An improvement on this method is the use of two movable 
inclined mirrors symmetrically placed so as to reflect a ray at 
the same angle on either side of the lamp. The light from both 
mirrors strikes the photometer, and the mean of the readings in 
both hemispheres is automatically recorded. In the case of 
unsteady flickering sources this is a distinct advantage This 
method is now very widely adopted. Fig. 90 shows the applica¬ 
tion of the method in the laboratory of the General Electric Co. 
of America. An advantage is that the lamp is kept stationary. 
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Another form of rotating mirror arrangement which also 
eliminates any necessity for moving the lamp during the test is 
f-=^ that shown in fig. 91, due to 

Franz Schmidt and Haensch, 
and used in the Holophane 

.. i laboratory in London. The 

// / jy cj arrangement is convenient 

I ✓ / / II yy but is somewhat bulky, and 

I* /£/ --> therefore requires a fairly 

Y / / large laboratory. It is best 

/:/ / suited to fairly powerful 

sources. The double refl.ec- 
| tion means that the lamp 

I tested is virtually removed 

K 0 «.Ty°,wS"„|'SrS“S: to » considerable distance 
tribntion from large sources (Franz from the photometer. Con- 
Schmidt and Haensch). i P 

... . * 4 ' sequently, when units or 

The ray of light strikes the mirror at A, 

whence it is reflected to the second mirror at moderate Candle-DOWCr are 
B, and thence along the line of the photometric . *- 

bench to the screen S of the photometer. O is tested, the illumination OH the 
a counterpoise arrangement enabling the two 

eSyrotated 1 are rigidIy coupIed fc °gether, to be photometer screen is apt to 

be somewhat low. 

There is also a group of methods of determining polar curves 
in which the use of mirrors is dispensed with. For example. 




Fio. 92.—A method of obtaining polar curves by inclining the photometer screen. 


through an'angl^otfl^. 80reeU ** an “ gle * t0 the horizontal, the screen wiil be rotated 


the lamp may be suspended in line with the photometer bench 
and merely raised and lowered. The photometer is preferably 
kept stationary, photometric balance being obtained by moving 
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the comparison lamp. The photometer is usually equipped with 
a scale of angles and a lens-centring arrangement, and can be 
rotated about a horizontal axis. The operation is as follows: 
The photometer is set at the 


angle (0, say) corresponding 
with the ray to be measured. 
The height of the lamp is 
then adjusted until an image 
of it is formed by a lens over 
two cross lines marked in 
front of the photometer screen. 
But if the test were carried 
out with the photometer in 
its present position, an error 
would be introduced by the 
fact that the rays from the 
lamp tested and the com¬ 
parison lamp do not strike 
the photometer screen at the 
same angle. To correct this, 
the photometer is rotated back 
through an angle 6/2. In a 
form of photometer used by 
the South Metropolitan Gas 
Co., the lamp is suspended on 
a movable arm geared to the 
photometer in such a way 
that this process is performed 
automatically. The change 
in inclination is then the same 
in both cases and cancels out. 
This method has the advan¬ 
tage of dispensing with a 
mirror, but considerable care 
must be taken in setting the 
photometer in order to avoid 
angle errors. Another diffi- 



Fig. 93.—Holoph&ne polar curve 
apparatus. 

The white screen (G) attached to the arm (F) 
can be revolved round the source (L), whose 
position can be varied by means of the adjustable 
arms (C and D). The pointer (I) traces out on 
the chart (K) the angles through which the arm 
is moved, and the polar curve can be traced out 
while the experiment is In progress. The screen 
(H) can be used to cut off the direct light from 
the source tested, and thus to estimate what 
error (if any) is caused by stray light. This 
enables the apparatus to be used in a room with 
fairly light walls. 


culty is that an unusually bigh room would be needed for rays near 
the vertical to be tested, and it would also be inconvenient for many 


readings in the upper hemisphere to be determined. Moreover, 
the distance between the lamp tested and the photometer is a 
variable quantity, which is often not desirable in work of this kind. 
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There is one other method of determining polar curves that 
may be mentioned. It has been described by Dr C. H. Sharp in 
the United States 1 and by Dow and Mackinney in this country 2 
It has some distinct advantages but also some limitations. 

According to this method, the mirror is replaced by a matt 
white surface, which is rotated round the source and at a fixed 
distance from it. The surface brightness of this surface is 
observed through an illumination photometer, and is proportional 
to the candle-power at the respective angles. The method is ex¬ 
peditious, but the length of arm carrying the white test surface 
is necessarily restricted. This may necessitate the introduction 
of mirrors when testing sources which depart widely from the 
inverse square law. In the arrangement proposed by Dow and 
Mackinney, the rotating arm carries a pointer tracing out the 
angles on a sheet of polar paper and enabling the distribution 
curve to be plotted out while the experiment is actually in 
progress. 

It has been remarked as desirable that in work of this kind 
the distance between the photometer and the source tested 
should be kept constant. This precaution is needful in order to 
eliminate possible errors due to non-compliance with the inverse 
square law. Such errors may arise when the source is equipped 
with very large diffusing globes or highly focussing reflectors. 
Many such reflectors act somewhat like a search-light. When 
there is any doubt on this point the distance at which the test 
is made should preferably be stated. Another point to be noted 
is that all these methods assumed that the distribution of light 
is symmetrical about a vertical axis. This is generally the case, 
the chief exceptions being sources equipped with parabolic 
reflectors and intended for the illumination of vertical surfaces. 
In such cases the curve is usually determined in the plane of 
symmetry of the reflector, and this is doubtless the most useful 
plane to take. But the fact that the results only refer to a 
particular plane should be borne in mind in calculating mean 
spherical candle-power. 

The Determination of Mean Spherical Candle-power. 

The examples quoted on page 237 show how necessary it is, 
when comparing illuminants, to state the particular direction in 

1 Lectures on Illuminating Engineering before the Johns Hopkins 
University, Baltimore, Oct. 1910, vol. i. p. 423. 

2 Paper read before the Optical Convention in London, June 1912. 
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which the candle-power of sources has been determined. On the 
Continent it has become customary to indicate this by a special 
symbol, lot, indicating the intensity at an angle a, and this method 
might, with advantage, be more widely followed in this countrv. 

The definition of the mean spherical candle-power has alreadV 
been given, namely, the intensity which a source would possess 
if it gave out the same total flux of light, but evenly in all 
directions. It is denoted by the symbol I 0 . In the same wav, 
by the mean hemispherical c.p. we mean the candle-power which 
a source would yield in the (upper or lower) hemisphere, if the 
light were uniformly distributed. If we denote the mean upper 
hemispherical .candle-power by la and the mean lower hemi¬ 
spherical candle-power by L,, it is evident that: 

i°_ —. 


The mean spherical candle-power can be readily calculated 
from the polar curve of light distribution of a source. In fact 
it is usually obtained in this way. It is a common mistake for 
people to suppose that the mean spherical candle-power is 
obtained merely by taking the mean of the intensities in one 
plane as shown in the polar curve. This is not correct A 
special calculation is necessary, the general expression for the 


re-ir 

mean spherical candle-power being, i I # sin 6 c/d. 1 


Theoretically, therefore, the way to obtain the mean spherical 
candle-power from the polar curve is to divide it into an infinite 
number of small sections, multiply the intensity at each point by 
sin 6, add up and divide by 2. Practically a sufficiently accurate 
result can be obtained by dividing the hemisphere into zones of 
5° or even 10°. The corresponding values of sin 8 are calculated 
once and for all, and it is customary in laboratories where much 
work of this kind is done to have the values printed at the 
side of each sheet of polar curve paper in tabular form, the 
corresponding values of the intensity are read off and entered 
and multiplied on the slide rule by the tabulated values of sin 0, 
and the mean spherical candle-power calculated in a few minutes. 
HTaturally the mean upper and lower hemispherical candle-power 
can be obtained by a similar calculation. 

There are also various shorter approximate methods of carry- 


1 This relation is worked out in many text-books. See, for example, The 
Science of Ill vmmcLiion (L. Bloch, translated by W. C. Clinton), p. 28. 
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ing out this operation, but they should be applied with caution, 
as they may not be strictly accurate when the polar curve is at 
all irregular. 1 Weinbeer has also devised an ingenious form of 
slide rule for carrying out this operation. 2 

There is also the well-known Rousseau method, which achieves 
the same result graphically, and until recently was almost 
invariably employed. 

For an account of these various methods, readers may be 
referred to recent works by Bloch, Blok, and others (see 
Appendix). 

The mean spherical candle-power is almost invariably worked 
out by one of the above methods, for the reason that whenever 
it is wanted the polar curve is usually also required. But 
apparatus has also been devised for determining mean spherical 
candle-power directly. Prof. Blondel was one of those who early 
devised an instrument of this kind, using elliptical mirrors to 
focus the light, which he terms a “ lumen-meter.” 3 

A simple method of determining mean spherical candle-power 
was proposed by Dr Alex. Russell in 1903. 4 This depends on 
the selection of rays at certain specified angles, so spaced that 
the integral effect of these rays gives a measure of the total flux. 
This is still regarded as one of the best methods of treating the 
problem. Wild has applied the principle to the testing of 
incandescent lamps, a series of mirrors being mounted at the 
intervals proposed by Dr Russell. 5 

The Matthews “ integrating photometer ” utilised a series of 
inclined mirrors distributed in a ring round the source to be 
tested, and each of them reflecting the ray of light on to a 
vertical matt white surface. By this means the necessary cor¬ 
rection for sin 6 is introduced, since the illumination due to 
each of the reflected rays is proportional to the cosine of the 
angle with the horizontal (complementary to 6 ). The total 
illumination of the white surface is thus a measure of the mean 
spherical candle-power. Each mirror is capable of adjustment so 
as to compensate for differences in reflecting power, or any 

1 See Bloch, Ilium. Eng., London, vol. ii., 1909, pp. 516, 682; also an 
article in the same Journal, vol. iii., 1910, pp. 31, 265. See a]^o Bloch, The 
Science of Illumination , pp. 28-39. 

2 Ilium. Eng.. London, vol. i., 1908, p. 559. 

3 Edairage Eleetrigue , 1895, pp. 385, 406, 538, 583 ; 1896, p. 49. Bull, de 
la Soc. Int. des Electriciens , vol. iv. (2nd Series), p. 39. 

4 Proc. Inst of Elec. Eng. London , vol. xxxii. p. 631. 

6 Ilium. Eng., London, vol. ii., 1909, p. 197. 
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deviation from Lambert’s law on the part of the white photo¬ 
meter screen. A more elaborate apparatus of the same kind has 
also been recently described by Kriiss. 1 This makes use of a 
series of mirrors, like the Matthews photometer, but the reflected 
beams are collected by a series of lenses, each of which is stopped 
down to an appropriate amount to allow for the “ sin 0 ” factor. 
The complexity of having so many mirror surfaces to keep 
clean perhaps explains why such types of apparatus, of which 
Prof. Blondel speaks with approval, have not come into very 
general use. 

In order to be widely used it would seem that an appliance 
for measuring mean spherical candle-power should be easy to 
maintain and comparatively inexpensive to construct. These 
qualities are in the main possessed by the “ globe photometer ” 
devised by Prof. Ulbricht. This consists merely in a sphere 
of large dimensions (preferably as much as 2 to 3 metres in 
diameter), the interior of which is coated a dead white. The 
lamp to be tested is hung up inside the globe, and the rays are 
reflected to and fro in such a manner that the interior of the 
globe becomes uniformly illuminated all over and its brightness 
can be taken as a measure of the total flux of light. This 
brightness is measured by means of a suitable observation 
window, which is shielded from the direct rays of the illuminant 
tested by the insertion of a white screen within the globe. The 
globe is conveniently calibrated by inserting a source of known 
intensity. 

The theory of the globe has been most exhaustively discussed. 2 
Speaking generally, it is desirable to arrange that its dimensions 
are large in comparison with those of the lamp tested. The late-"'""* 
Dr Corsepius has suggested several methods of utilising the 
globe for measuring mean hemispherical candle-power, but the 
accuracy obtainable in these circumstances would probably not 
be quite so great. 

The globe photometer should presumably be well suited for 
measuring the absorption of globes and shades—which it is 
tedious and sometimes difficult to determine exactly by means of 

1 Jour. f. G-asbeleuchtung , 4th July 1908. 

2 Ulbricht, Elektrot. Zeitschr ., 1905, p. 512; 1906, pp. 50, 803 ; Bloch, 
EleUrot. Zeitschr ., 1905, pp. 1047, 1074 ; 1906, p. 63 ; Corsepius, Elektrot. 
Zeitschr ., 1906, pp. 669, 695, 803; Bloch, Ilium. Eng ., London, vol. i., 1908, 
p. 274; Corsepius, Ilium. Eng., London, vol. i., 1908, pp. 801, 895 ; Sharp and 
Millar, Trans. Am. Ilium. Eng. Soc., vol. iii., 1908, p. 502. 



248 


MODERN ILLUMINATING ENGINEERING. 



Fig. 94.™General view of an Ulbricht globe photometer. 

The inside is coated a dead white, and the source is usually lowered through an aperture at 
the top. The globe is made in two portions, which may be taken apart, allowing access to the 
interior of the globe. 
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polar curves. In the case of diffusing globes there appear to be 
no great difficulties, but it may be questioned whether any 
apparatus of this kind, however excellent, would give quite 
consistent results with highly focussing reflectors. In such eases 
the direction, in which the reflector was tilted would surely have 
some influence. 

Another matter which has been debated is the use of the globe 
for measuring the mean spherical candle-power of gas lamps. 
The enclosure of such lamps within a globe is apt to interfere 
with the supply of air and hence diminish the light. 

It has always been assumed until recently that the spherical 
shape was essential to the accurate working of the globe photom¬ 
eter. Dr W. E. Sumpner, 1 however, has expressed the view that 
sufficiently accurate results might often be obtained by using a 
cubical box with whitened interior, and this is home out to some 
extent by some experiments of Wild. Should this suggestion be 
confirmed it would mean a decided simplification, since a rect¬ 
angular enclosure is much easier to prepare than a glohe ni the 
necessary dimensions. A cubical box of this kind, measuring 
2 metres a side, has been installed at the National Physical 
laboratory, and used for comparing lamps whose distribution 
curves do not greatly differ from each other. 


Measurements of Illumination. 

It is interesting to trace the development of photometry 
and to see how, as new illuminants made their appearance, more 
precise methods of measurement were introduced. 

The development of gas lighting early in the last century 
did much to change this view, and we find that a considerable 
amount of pioneering work was concerned with the measurement 
of the illuminating power of gas. Subsequently, as new forms 
of burners and other illuminants made their appearance, the 
idea of measuring the illuminating power of the sonrre became 
familiar. From specifying gas of a certain illuminating power 
people also came to speak of lamps as giving “so many candles " 
and this method is now applied generally to all illuminants. 

But as early as 1883 Sir William Preece pointed out that 
although measurements of the illuminating power of ^ sources of 
light are very desirable, they do not, strictly speaking, tell us 

1 Ilium. Eng. , London, vol. iii., 1910, pp. 323, 392 ; see also \\ ild, 
p. 549. 
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exactly what we desire to know. What we are really anxious 
to learn, he pointed out, is not only the light of the lamp given 
by the lamp used, but the actual intensity of illumination “ on 
the surface of the book we are reading, or the paper on which 
we are writing, or on the walls on which we hang our pictures, 
etc. He therefore proceeded to describe an instrument for the 
measurement of illumination. This apparatus, which appears to 
have been among the first devised for this purpose, was subse¬ 
quently improved by Sir William Preece in conjunction with Mr 
A. P. Trotter, and some of these early instruments are described 
in the latter s book on illumination. Among others who may be 
described as pioneers in illumination photometry may be 
mentioned the late Mr William Sugg. 

The illumination at any spot is measurable in “ foot-candles ” 
or u lux,” and can be stated quite irrespective of the way in 
which the lamps are arranged. For example, as explained on 
p. 141, an illumination of 3 foot-candles on the table would 
usually be considered sufficient for reading purposes, but this 
illumination might be produced in an infinity of ways— e.g. by a 
single local shaded light, by lamps distributed about the room, 
or by indirect light reflected from the ceiling. The essential 
point is that we have a certain value of illumination at the spot 
where it is required. In Great Britain and the United States 
illumination photometers are almost invariably calibrated in 
foot-candles, on the Continent the general practice is to measure 
in lux (metre-candles). 

Since the date of Sir William Preece’s first efforts a great 
many illumination photometers (or “ illuminometers,” as they are 
sometimes called), have been designed, and have proved of great 
assistance in illuminating engineering. Since most of the 
existing instruments have been repeatedly described in standard 
treatises, it hardly seems necessary to enter deeply into their 
constructional details, and we shall devote ourselves chiefly to 
the general principles underlying such apparatus. Readers may 
be referred to a useful paper on this subject read by Mr Preston 
S. Millar before the American Illuminating Engineering Society 
in 1907. 1 

Illumination photometers are intended mainly for testing 
lighting installations in situ. It is therefore desirable that they 
should be portable and simple to manipulate, and in order to 
secure these requirements some concessions may be made as 
1 Trans . Am. Ilium. Eng. Soc. 3 vol. ii., 1907, p. 546. 
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regards accuracy. Some forms of apparatus, intended mainly 
for contract work where a high order of accuracy is essential 
can hardly he described as illumination photometers, and are 
more in the nature of travelling photometer-rooms. Some of the 
movable photometers designed for testing lamps in the streets can 
he wheeled about readily enough, hut are not, strictly speaking, 
portable and are not adapted for testing interior lighting. On 
the other hand, the greater space available naturally enables 
refinements of photometry to he introduced such as cannot 
always he provided in the more compact instruments. 

During the last few years the tendency in the design of 
illumination photometers has been towards simplification. 
Attempts have been made to popularise such measurements, and 
to devise instruments which can he used hy people ^of average 
still and without much experience in photometry. 

Some forms of apparatus have been designed based on acute¬ 
ness of vision. For example, in the Simplex photometer, 
contrived by Dr Williams in the United States, the observer 
looked through an aperture at a card on which two sizes of type 
were printed. The card was placed at the spot where it was 
desired to measure the illumination, and the test was made as 
follows-: The instrument was provided with a photographic 
wedge of graded opacity, and this wedge was slid along in front 
of the eye, thus progressively diminishing the apparent bright¬ 
ness of the card, until the larger type could just he read, while 
the smaller type could not. By means of the scale attached to 
the graduated wedge one could then infer the approximate 
illumination in foot-candles. 

Other instruments of the “ extinction ” class likewise depend 
on the principle of progressively dimming the illumination until 
some small object just disappeared. An appliance of this kind 
is remarkably simple and compact, and at first sight possesses 
apparent advantages for approximate work. But experience 
shows that it is difficult to obtain even a very rough estimate of 
the illumination in this way. The result naturally depends on 
the acuteness of vision of the observer, so that the u personal 
error” may be considerable, and even the result attained by a 
single individual will depend to some extent on the condition 
of the eye at the time the test is made. In practice one finds 
that it is difficult to ascertain the exact point at which an object 
becomes indistinguishable. Moreover, as pointed out earlier in 
this chapter, methods involving vision at a low illumination 
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considerably below that to be tested seem to be open to general 
objection from the theoretical standpoint. 

These considerations have led designers of illumination 
photometers to fall back on the ordinary methods of photometry 
and to compress into a small instrument what is practically 
equivalent to a photometric bench and comparison lamp. The 
design of the illumination photometer is mainly dependent on 
the choice of a suitable standard. Originally small lamps burn¬ 
ing oil, benzene, etc., were employed. But flame sources are 
obviously inconvenient as portable standards. They are easily 
disturbed by draughts, must be maintained upright, and unless 
carefully supervised are not very trustworthy. It is now almost 
the universal practice to use a small electric glow-lamp fed by an 
accumulator. The invention of the metal-filament lamp has 
been a great boon in this respect. 

The use of a small glow-lamp leads to considerable economy 
in space and enables the photometer to be tilted in any direction. 
The battery is in a sense a complication, but need not be in¬ 
corporated in the instrument, and can be carried separately in 
the pocket or in a convenient form of case. Occasionally dry 
cells have been used, but a good accumulator of the unspillable 
type is decidedly superior, since the period of time over which 
it remains constant is much longer. 

It will be observed that the illumination photometer is only 
to be regarded as the temporary custodian of the unit of light. 
It is calibrated in the laboratory before use, and will require 
to be checked from time to time as the lamp ages or the battery 
runs down. There has been some discussion as to whether a 
small ammeter and adjustable resistance should be included in 
the circuit, with a view to maintaining the current taken by the 
lamp constant and eliminating variation in the cell. Theore¬ 
tically a control of this kind would seem advantageous, but it 
adds to the complexity, bulk, and expense of the apparatus. 
Moreover, seeing that the light varies as about the fifth power 
of the current, it is clear that a very accurate instrument, if any, 
should be used; an ammeter whose readings were at all untrust¬ 
worthy would prove decidedly misleading. 

In England most observers dispense with an instrument and 
prefer to rely on checking the instrument at frequent intervals. 
It is pointed out that in the course of a few hours 5 tests no 
perceptible change in pressure should occur, and this should be 
verified by testing the instrument before and afterwards. On 
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the other hand, there is more to he said for the use of in 
electrical control in the case of instruments intended for ,-on- 

traet, as distinguished from experi- _ 

mental wort; or for apparatus 
which may be used for weets at 
a time by observers who have not 
access to a photometric laboratory. 

The illumination photometer of 
to-day is of course not perfect, and 
we shall doubtless see marked im- 


i 


provements now that the practical 
utility of such instruments is well 
established. But during the last 
few years there has been a marked 
advance in simplicity and accuracy, 
and the measurement of illumina¬ 
tion is already looked upon as quite 
a practical and convenient process. 

A comparatively early type of 
English photometer was the instru- 




(5) Sectional view. 

Fig. 95.—Showing Trotter illumination yliotometer. 


ment devised by Mr A. P. Trotter and developed by Messrs 
Everett, Edgcumbe & Co. The general nature of this photometer 
will be understood from fig. 95, a and b. 
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a n ( h*<rhfc is in this case a small glow-lamp. 
The eowpanson Mice f U.the mirror, F, and are thus re- 
thf r.ivs of light emitted } screen c r The observer looks at the 

tkcteti on to the white d o white diffusing screen, C 2 , 

which receives the illumina¬ 
tion it is desired to measure. 
In this is cat a small aper¬ 
ture with very sharp edges. 
The observer is thus able to 
compare the illumination of 
the surface, C p with that of 
the screen, C 2 * The latter 
can he rotated by means of 
the cam A so that the light 
strikes it at various inclina¬ 
tions, and the illumination 
is thus altered through a 
definite and convenient range 
from zero to 5 foot-candles. 
The actual value in foot- 
candles is obtained by obser¬ 
vation of a pointer attached 
to the screen, C l9 moving on 
a scale on the outside of the 
box containing the photo¬ 
meter, as shown in the 
diagram. 

In the Harrison photo- 

(a) General view. meter (fig* 96) the 

^ £ standard of light consists 

^ jT]__ of a small glow-lamp at 

\0Rjf ~~ L, which receives current 

. / from a small accumulator 

V^--4 within the instrument, 

\ ^ s' and which illuminates 

L ~ \ the movable screen, S r 

0n \ S 2 represents a white 

V sector disc (is. a disc 

! j P - i- . . from which two sym- 

~ v metrical sectors are cut 

(b) Diagrammatic view. 

Fig. 96.—Harrison illumination photometer. Out) which IS driven by 

means of a small air blast 
at any desired speed; on this screen is received the illumination 
which it is desired to measure. 

The eye of the observer at E sees, in rapid succession, first, the 
illuminated white surface of the sector, S 2 , and then in the mirror, M, 


(«) General view. 


\ i 


(b) Diagrammatic view. 

96.—Harrison illumination photometer. 
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the illuminated surface of the screen, S 1 . All that is necessary, therefore, 
is to alter the inclination of the screen, S 15 until no flicker can 1 >e perceived 
by the eye. The surfaces, S x and $ 2 , then appear equally bright. The 



(a) General view 



,F \ 




E w 


*>i 


I 


(by Side view. 


(c) Plan. 


Fig. 97.—Illustrating Martens illumination photometer, 
actual illumination at the screen, S* can he read off by means of a 

S ss; M 

“y iso b€ obtained - 
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In a recent modification of the instrument provision is made 
for the observer to use the instrument either on the flicker or 
equality of brightness plan, and also for the measurement of 
illumination in a horizontal plane to be accomplished. 

As a type of German illumination photometer we may take 
the Martens instrument. In the illustration the standard is a 
sum 11 lietizine lamp, but a metal-filament lamp fed from an 
accumulator in ay also be used. 

The plaster of Paris surface, F, receives the general illumination, the 
. 2 -tt*!i>Uy of which it is desired to measure. The rays from this surface 
; a>> h.t<‘ the telescope of the instrument at b; its brightness is compared 
oi:L nut of the frosted glass, ?n, illuminated by the small benzine lamp, 
11 the rays of which enter at a. The flame-height of this lamp is 
nuuLnd to exactly 20 mm., this height being controlled by the observa- 
r. -iis through the window at D. The rays through the benzine lamp 
A lure proceeding to illuminate the plate, m y must suffer reflection from 
!le pair of mirrors, S 1? S 2 , as shown. By moving these mirrors to and 
fr.? ay means of a rack and pinion arrangement, we can weaken or 
strengthen the brightness, of the illuminated plate, m, and can determine 
tine relative values of the intensity of illumination, corresponding to 
‘.pdity of brightness in the field of view, by means of a scale calibrated 
lived in lux. 

This alone would enable a range of illumination of 15 to 1 to be 
i.ie isme.l ; in addition, a disc, r, is inserted in front of the plate, m, which 
‘ '-’‘t ii Jis series of graduated smoked glasses, the densities of which are 
m:c!: that the illumination read upon the scale must be multiplied bv 
O'Ul.OT, 1T0, and 100 respectively. 


A considerable number of illumination photometers have 
iven devised by Weber, Bechstein, Winged, Krtiss, Broca, and 
Blonde!, and others. Generally speaking, the- optical systems 
and details of these instruments are more elaborate than in the 
British patterns, and in the Brodhun street photometer some 
nghly ingenious photometric refinements have been introduced 

„A ,n the ot ! ier hand > some of the photometers devised by Evan 
W illmrns, and others in the United states were very simple and 
ev en primitive m construction, and this, while doubtless implying 

mentl a ofT lfi - e °i faCCU T aCy,did mUch to P°P ukrise measnre- 
v tr .J 1Um , ma ^° n ' Ia later instruments refinements have 

is il °“ e of the best known American photometers 

“If 11 "- 1 This "«* • 

cfrlT l a “ u “ ulatot tie West fcrm the 
Iarnri B ^ ? ecb ® d and maintained constant by making the 
U “ P onearm of a Wheatstone bridge, the haW^eing£<£! 

Ilium. Eng., London, Jan. 1912 ; see also Elec. Wurld, 25tli Jan. 1908. 
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lished by means of an interrupter and telephone. Bv rhU 
arrangement, it is claimed, a minute deviation from tin- ni 1 
current can be readily detected. ’ the EOrmal 

The lamp within the instrument illuminates a translucent 
g ass plate, viewed by means of a modified Lummer-Brodhun 

unoTa d C 7 e ' PieCe ‘ ^ illumiQati - ^0 be measured may fall 
upon a diffusing piece of translucent glass terminating an elbow 

tube, as shown m the illustration. This illuminated plate forms 



(a) Small model. 



(b) Standard model. 

Fig. 98.—Sharp and Millar photometer. 


the second portion of the photometric field, and is balanced 
against a screen illuminated by the small lamp within the 
instrument. It is also possible to remove this glass disc and to 
look through the tube at a detachable white screen, placed at 
any spot where it is desired to measure the illumination. 

The balance is adjusted by moving the test lamp to and fro 
within the instrument by means of an external knob acting on 
a cord and pulleys. In order to increase the range of the instru¬ 
ment two screens, transmitting respectively 10 per cent, and 
1 per cent, of the incident light, can be interposed in the path 
of the incident light. The photometer is also readily adapted 
for the measurement of candle-power. 

It will be observed that the Sharp and Millar instrument, 

17 
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for the measurement of illumination, surface brightness, or 
reflecting power, have recently been introduced in England. 

The Holophane lumeter apparatus, devised by one of the 
authors in conjunction with Mr Y. BL Mackinney, 1 is shown in 
fig. 99a. The apparatus is only about 6 inches by 4.4 inches 
by If inches. It is packed away, together with the accumulator, 
in a small leather case, which can easily be slung over the 
shoulder. 

The chamber containing the comparison lamp B is cylindrical, and 
is painted a dead white inside. G is a rectangular aperture covered 
by a ground opal glass plate, which is illuminated uniformly by the 
lamp inside, and in turn acts as a source of light and illuminates the 
photometric screen C. The lid A is attached to a cylinder fitting con¬ 
centrically round the chamber, and having cut out of it an aperture of 
special shape (shown in fig. 99 b). The pointer H travels on the scale as 
A is rotated. 

With the aperture fully open, the pointer rests at the end of the 
scale and reads 1 foot-candle. But as the pointer is moved from this 
position, and the outer cylinder rotates, the exposed portion of the opal 
glass screen is uniformly reduced until, half-way along the scale, only 
the central slot is left, corresponding to one-tenth of the original area. 
The reading is therefore now 0*1 foot-candle. By moving the pointer 
further still this region is also uniformly reduced, and the reading 
diminishes uniformly from 0*1 to zero. % 

The observer points the instrument at the surface whose brightness 
he wishes to study, places his eye at E, at the same time pressing the 
contact at the base of the instrument and lighting the lamp. He then 
sees, through the central aperture D in the illuminated surface G, the 
surface to be tested, adjusts the pointer until photometric balance is 
secured, and observes the reading on the scale in foot-candles. 

When it is desired to measure illumination, a white matt celluloid 
screen is used. This is placed at the spot where a test is to be made 
and its brightness observed as described above. 

There are also (at M) two dark glasses, reducing the light respec¬ 
tively to one-tenth and one-hundredth, which can he placed in the path 
of the rays from the object studied by pulling out the knobs X. By in¬ 
troducing either or both of these glasses the scale of the reading can be 
multiplied by 10, 100, or 1000, so that it is possible to read up to 1000 
foot-candles. 

In calibrating the instrument the standard screen is placed 
at a convenient distance from a lamp of a certain candle-power, 
so that the illumination received by it is known. The position 

1 See tC Surface Brightness and a New Instrument for its Measurement,* 
by J. S. Dow and Y. H. Mackinney (paper read before the Optical Society 
of London, 1910); also “ New Apparatus for the Measurement of Light and 
Illumination,” Ilium. Eng., London, Jan. 1912. 
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of the lamp within the chamber is then adjusted until the 
reading of the instrument, when towards the standard screen, 

in exactly correct. . ,, . , i 

T j £. l€t of usinc a detachable screen in this way has several 

a.lvnnt-v^ It enables one to make measurements m any 
plane - moreover, only the screen, and not the photometer, is 
nkeed at the spot where a measurement is desired, and one can 
therefore often reach points that might otherwise be inaccessible. 

I'here are also many cases (e.g. in studying the brightness 
of walls and ceilings in an interior) when measurements of 
surface “brightness yield valuable in¬ 
formation, and data of this kind have 
proved a very accurate means of deter¬ 
mining the exposure in photography. 1 

Surface-brightness instruments can 
he conveniently applied to determine 
the reflecting power of surfaces or to 
study the way in viMiich the reflected 
light varies at different angles. As a 
practical instance of the value of such 
measurements, one may take the com¬ 
parison of various materials for cine¬ 
matograph screens (white canvas, alu¬ 
minium powder, etc.). The instrument 
enables the apparent brightness of the 
Fig. Llght ' screen, as it appears to the audience 

in front and to those at the sides of 
the theatre, to be determined very readily. 

Another convenient and portable illumination photometer, 
designed by Mr Haydn T. Harrison, and recently brought out 
in England by the Benjamin Electric,-Ltd., is the “ Lightometer. 5 ’ 
This consists of a box containing a small glow-lamp at one end 
and a Bunsen screen at the other. Mounted on one side of the 
box is a sliding rheostat, enabling the light to be progressively 
varied, the corresponding variation being indicated on two 
scales reading respectively from 0*3 to 10 and from 0 001 to 
0*3 foot-candles, according as four volts or two volts is applied 
to the standard lamp. 

The Bunsen disc is pierced with a small central hole, and the 
observer, by means of a side eye-piece in the box, can look 

1 Bow and Maekinney, paper read before the Boyal Photo. Society, 
London, 28 th March 1911. 6 



MEASUREMENT OF LIGHT AND ILLUMINATION 261 

through the aperture in the photometric screen and so determine 
the surface brightness of distant objects. 

Yet another small instrument of the surface-brightness type, 
the c Luxometer, has recently been introduced bv Messrs 
Everett, Edgcumbe & Co. This is essentially a modification 
of the Trotter photometer. 

It will be seen, therefore, that during the last few years 
quite a number of new illumination photometers of a very com¬ 
pact and portable type have been brought out in England. The 
tendency in their design has been towards simplicity and ease 
of manipulation, and the measurement of illumination has 
become quite a practical and familiar process. In recent papers 
read before the Illuminating Engineering Society the results of 
a considerable number of measurements in schools and libraries, 
works, etc., were given, and there is no doubt that these data 
will go far towards establishing standards of the illumination 
desirable for different classes of work. 

The Factory Department of the Home Office in this country 
have also recognised the extreme value of illumination measure¬ 
ments in providing a record of industrial lighting conditions, 
and in a recent report by Mr D. R. Wilson the results of no less 
than 2500 measurements in 125 different cotton and textile 
works were presented. Corresponding data for iron foundries 
have since been published 1 

There has been much discussion as to the best system of 
specifying the illumination for indoor lighting. As a rule 
the place where the measurement should be made is obvious. 
For example, in school or library lighting the essential thing 
is to ensure that the illumination is sufficient on the desk, table, 
or rack where the reading or writing is carried on; and the 
same applies in the case of many factories, where the workers 
are seated round tables. In some trades {e.(j. watchmaking, 
engraving, etc,) a very high local illumination at some particular 
spot is needed, and measurements would naturally be made at 
the particular point where this light is required. 

In general one may assume that the illumination in a room 
is mainly needed at about the ordinary table level, and this is 
termed the “ working plane.” This is the chief justification of 
the method generally adopted on the Continent, and to a large 
extent in this country, of making measurements in a horizontal 
plane 1 metre high. But it may sometimes be necessary to 

1 See Report of H.M. Chief Inspector of Factories for 1911 and 1912. 
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Mipplexiient such measurements by tests in a vertical plane; for 
example, in a school-room, one would naturally ascertain the 
ihuinination on the blackboard surface, as well as the pupil’s 
tir^ks. Again, it is often desirable to determine not only the 
^iienil illumination in an interior, and the local illumination at 
T] «.*eial points where work is done, but also the surface brightness 
tji surroundings, in order to describe an installation completely. 
Another joint that should receive attention is the “ diversity 
twllielect,” Ic. the degree of variation of illumination in various 
parts of a room. 

Standard methods of measuring illumination have been 
proposed by the Verband deutscher Elektrotechniker. 1 

This body has advocated that comparisons of installations 
i l>oth indoor and outdoor) should be made on the basis of mean 
horizontal illumination measured at a height of 1 metre above 
the floor or ground, and that in addition the mean and maximum 
values should be stated, the diversity coefficient being expressed 
in terras of the ratio of the maximum to the minimum. The 
“specific consumption” of an installation is defined as the 
consumption of gas or electricity per lux per square metre of 
tloor illumination. Similar methods are used by some firms in 
this country. International agreement on a common method 
of testing seems desirable, and will doubtless be arrived at before 
long. 

It is now very generally agreed that indoor installations are 
best compared in terms of horizontal illumination. By measur¬ 
ing the illumination in a horizontal plane we automatically add 
up the constitutions of the various lamps in a room, and we also 
eome closest to a true estimate of their combined illuminating 
effects. The method, of which Mr A. P. Trotter has long been a 
consistent advocate, seems to be the best compromise in the 
circumstances. Illumination photometers should have no pro¬ 
jecting parts above the level of the test-plate, such as might 
obstruct light coming from certain directions, and it is also 
necessary to avoid shadows being cast by the person of the 
observer. As a rule no difficulty is experienced in avoiding 
this source of error, but in the case of installations using a large 
number of separate points of light some care is necessary. It 
has been claimed as an advantage for the detachable test-plate 
(such as is used, for example, with the Holophane lumeter) that 

p 15111 April 1910 ; Mum. Eng., London, vol. iii., 1910, 
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the observer, looking at this screen from a distance, is less likelv 
to cause such shadows. 

Another point that deserves notice is the nature of the 
horizontal screen on which the illumination is received. In 
order that it may satisfactorily add up the illumination due to 
all the rays striking it at varying obliquities, the screen should 
obey Lambert’s law as exactly as possible. Some authorities 
have advocated special screens made of compressed plaster of 
Paris and magnesia, but it appears that a good dead-white 
surface can be more easily obtained by using white celluloid 
ground with moist pumice powder, while even a piece of dead- 
white cardboard may be said to give sufficiently accurate results 
for commercial purposes. The observer should select his position 
so as to avoid, as far as possible, the consequences of any direct 
reflection that may exist. 

The general order of accuracy attainable with the present 
types of illumination photometers deserves to be studied more 
closely. It seems probable that with the best instruments 
results within 10 to 15 per cent, should be obtained, and this 
is ample for most commercial work. Experienced and skilful 
observers claim to work to a considerably greater accuracy by 
taking special precautions. 

For experimental purposes illumination measurements can 
also be conveniently applied for outdoor work, e.g. in testing the 
uniformity of illumination in streets, yards, and railway plat¬ 
forms, etc. But here, again, the distinction to be drawn between 
measurements which are merely experimental, and for the sake 
of gaining information, and tests which are undertaken to 
ensure compliance with a contract, or as a basis for competitive 
tenders, should be carefully borne in mind. The necessity for 
such a distinction was illustrated by the prolonged discussion 
on Mr Trotter’s paper on the “ Standard Specification on Street 
Lighting.” 1 In the draft report presented by the joint committee 
appointed to consider this question it was suggested that measure¬ 
ments of street lighting should be based on the determination 
of minimum illumination at a height of 39 ins. (1 metre) from 
the ground. Some speakers were warmly in favour of this 
method, agreeing that only in this way could a true idea of the 
combined illuminating power of several lamps be obtained, and 

i Ilium. Eng., London, May and June 1913. See also articles in this 
Journal for May and July 1911, and a valuable report presented to the 
Nat. Elec. Light Association in 1913 (Ilium. Eng., London, Sept 1913). 
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pointing out that illumination measurements could be more 
expeditiously carried out than tests of candle-power. On the 
other hand, the advocates of candle-power urged that the system 
of illumination measurement, however useful for indoor lighting, 
was not sufficiently accurate for street work; and that special 
difficulties would be caused by the fact of the illumination to he 
measured being in general so low and the rays striking the 
photometer screen so obliquely; also that uncertainties might arise 
through the reflection from the sky and from the neighbouring 
buildings, etc. Objection was also taken to the measurement of 
minimum illumination; on the other band, to ascertain the 
average illumination in a large street or square would clearly 
entail a considerable amount of work. 

The matter is still under discussion. For the moment, all 
that can be said is that the measurement of illumination in the 
streets is admittedly a more difficult matter than in the case of 
indoor lighting, where the specification and measurement of 
candle-power is already becoming obsolete. In streets and open 
spaces the comparative advantages of measuring candle-power 
and illumination are still debatable. 

Daylight Photometry. 

It may be well to conclude this chapter by a few words on 
daylight photometry. 

Measurements of daylight differ from those undertaken by 
artificial light mainly in two respects—the much higher values 
of illumination to be tested, and their extreme variability. Day¬ 
light, besides altering with the time of day and the season of 
the year, is very much affected by climatic conditions; few 
people realise the enormous difference between the light on a 
bright, sunny day and on a dull, cloudy one. 

The illumination outdoors on a bright, sunny day will often 
amount to several thousand foot-candles, and even in a room 
values of several hundred foot-candles are frequently met with 
near the windows. Illumination photometers intended for this 
class of work should therefore be adapted to measure at least 
1000 foot-caudles. * 

It sometimes happens that one desires to measure the absolute 
daylight illumination in a room. But usually we are more con¬ 
cerned in. comparing the illumination in different parts of a 
room or in relating it to the illumination out-of-doors. Daylight 
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measurements are chiefly relative. It is therefore convenient to 
interpose a tinted gelatine screen in the path of the rays of 
light entering the photometer, making the colour exactly the 
same as that of the tungsten lamp ; without the help of such a 
screen many people find a difficulty in daylight tests, and for 
purely relative measurements the amount of light absorbed bv 
it is immaterial. 

A great deal of work has been carried out on daylight 
measurement, partly in connection with meteorology and photog¬ 
raphy, but chiefly by engineers and others interested in the plan- 
ning of schools. As an illustration we may mention the researches 
of Basquin 1 and Nichols 2 3 in the United States and of L. Weber s 
in Germany. The latter was among the first to devise methods 
of testing daylight illumination in schools, but there is now 
quite a literature on the subject. 

The study of daylight illumination is one of considerable con¬ 
sequence to the architect. In planning important new build¬ 
ings it would often be very useful to be able to predetermine 
exactly the effect of windows of a certain size and position. 
Theoretically, assuming the average daily brightness of the 
sky (estimated by Basquin at about 2*5 c.p. per square inch), 
it should be possible to calculate with fair exactitude the illu¬ 
mination derived from a window of specified area, and by the aid 
of published data to infer how this illumination would vary 
at different times in the year. But such calculations assume a 
sky of uniform brightness such as would exist in an average 
day. It is obviously difficult to estimate the effect of direct 
sunlight from a sky that is constantly changing. In England 
(unfortunately) a cloudy sky is very general, only a compara¬ 
tively small percentage of the annual daylight consisting in 
direct sunlight. 

It has been suggested that valuable information might be 
obtained previous to the erection of a building by constructing 
small models, which could be illuminated by some convenient 
form of artificial sky, or even by normal daylight. Tests with 
a surface-brightness photometer could then be made in the 
interior of the model, with a view to ascertaining the intensity 
and uniformity of illumination likely to be secured with the 

1 Ilium. Eng., New York, vol. i., 1901, pp. 724, 823, 930, 1016. 

2 Trans. Am. IUum. Eng. Soc., May 1908. 

3 Tagesbeleuchtung der Stddtische Schulen in Kiel (Lipsius u. Tischer, 1908;; 
see also Ilium. Eng., London, vol. iv. pp. 243, 669. 
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pro|>osed window space. The effect of any alterations could be 
conveniently determined. 

The problem of providing adequate natural light in a building 
inav be studied in two distinct ways. Architects seem to have 
hitherto relied mainly on empirical rules specifying the window 
area necessary for a room of certain dimensions. A general 
rule that occurs in much legislation relating to school-rooms is 
that the window area should not be less than one-fifth of the 
door area of the room. Cohn in Germany adopted the method 
of specifying that the solid angle subtended by the window 
at any point in the room should not be less than 50 “square 
degrees.” Weber has gone a step further by proposing a minimum 
lighting efficiency (i.e. percentage of area unobstructed by trees, 
surrounding buildings, etc.) for the windows. 

But it is clearly difficult to devise any empirical rule that 
will always meet local conditions, and photometric experts have 
therefore sought to devise some general principle, connecting the 
interior illumination with the unobstructed brightness outdoors, 
which would settle once and for all whether the excess of 
daylight was adequate. 

This method is still in the experimental stage, hut several 
devices have been proposed. For example, the simple little 
Thorner illumination tester is based on the comparison of the 
brightness of an image of the sky with the illumination at any 
point in the room studied. The details are shown in fig. 101. 

The mirror e reflects light from the sky on to the lens d which forms 
an image at the point a, where there is a small aperture. At c is a 
piece of white card. The observer, looking along the line lac, thus sees 
through the aperture at a a spot which appears dark or light according 
as the illumination at c is less or greater than the brightness of the sky 
image. The lens is stopped down to a value so calculated that in a 
well-lighted room the spot should never appear dark. 


The instrument is carried backwards and forwards, in order 
to ascertain whether this condition is complied with in all parts 
of the room. The simplicity of the method is attractive, but 
there are many offices in London streets from which the sky is 
only visible from a small part of the room (or possibly not at 
all) and where the instrument could hardly be applied. Weber 
“ r „ elafcive l Photometer” has adopted a more elaborate 
method of employing the same idea. Ruricka 1 has used the 
same method m connection with small models of school-rooms, 

1 Ilium. Eng., London, vol. i., 1908, p. 539. 
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measurement of light and illumination. 

and has suggested as a principle that the illumination in the 
darkest part of the room should not be less than one-hundredth 
of the sky brightness. 

There is another method, originally devised by Mr A. P. 
Trotter and recently developed by Mr P. J. Waldram, 1 of attack¬ 
ing the problem. This is also based on the idea of specifying 
that the darkest part of any adequately lighted room should 
receive a certain fraction of the total unrestricted daylight out- 



* Fig. 101. —The Thorner illumination tester. 


side. This fraction should depend only on the nature of the 
building, and should be independent of daylight variations with 
season and time of day. Like the Thorner apparatus, it demands 
a uniform white sky. 

With a suitable instrument one could obtain this ratio by 
merely measuring in succession the illumination in the room and 
the unrestricted illumination outdoors. But the latter value is 
often too high to be conveniently measured, and it may also 
be difficult to find a place where the full effect of daylight, 
unobstructed by trees or buildings, can be obtained. 

The method employed by Mr Trotter and Waldram consists 
in fitting to the photometer a tube with a terminal aperture, the 
size of which is so calculated that light from only a measured 
fraction of the entire sky (say, one-thousandth) is admitted. 

1 Mum. Eng., London, vol. i., 1908, p. 811. 
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. i • -.otrument is then empirically assumed to 

,hl " Ul 1 lit rf" the total unrestricted daylight illumm- 

.»)n msandtli of « entage W Q1 be less than this, 

-trk-tly 'i >e ; ll "' I1 i f iad l e for the varying obliquity at which 
iWi! nee must b . ^yg f rom the sky strike the 



photometer surface. But 
the difference is a constant 
one, and would therefore 
not affect comparisons of 
different buildings.) 

In this system a white 
sky of uniform brightness 
is assumed. Even on a 
cloudy day some difference 
in the result may be ex¬ 
pected, according to the 
direction in which the tube 
is pointed, and it seems, 
therefore, desirable to adopt 
the precaution of always 
pointing the instrument to 
the zenith. 

Mr Waldram has deter¬ 
mined the ratio between 
the interior and outdoor 
illumination for a number 
of different buildings in 
London, and suggests that 
an office enjoying a pro¬ 
portion of 0*001 of the 
outside illumination in the 


p., :oo—Device for measuring daylight, 

* r finally proposed by Mr A. P. Trotter and 
river th employed by Mr P. J. Waldram. 

\ tvAn\ kl\ with blackened interior is placed above 
Iht iih- .tomeUr screen, So, and the aperture at A. allows centre OI the room might 
a vacillate.! fraction of the illumination from the . . _ 

tvfMl *kvare»to be received. The eye of the observer ]k e considered reasonably 
5 kc^'down the side tube, CD, is able to compare the 
b ri%U%iw§A .•! S.», Sj and to make a measurement with ht. 

tbr Trotter pbutorntter in the ordinary way. ^ * __ „ T 

In the House of Lords 
,mm 1 the House of Commons considerably lower values are recorded. 

Since the above was written, Mr Waldram has read a paper 
1m* fore the Illuminating Engineering Society of London, making 
js unrulier of novel proposals and carrying these researches a step 
farther . 1 Prof. L. Weber has suggested that the worst-lighted 

3 Ilium. Emg^ London, vol. vii., Jan. 19X4. This number contains also 
% mmimxy of foreign researches by Dr J. Kerr and Dr E. H. Nash, and 
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desk of a school-room should receive 0*5 per cent, of the unre¬ 
stricted daylight illumination out-of-doors—a result in sub¬ 
stantial agreement with that reached independently by Mr 
Waldram. It may be observed that, with a uniformly bright 
sky, the unrestricted daylight illumination is equal to the surface 
brightness of the sky, measured in foot-candles. The opinion is 
now gaining ground that the daylight ratio for a building is 
most accurately obtained by direct measurement of the illumina¬ 
tion from the complete sky-hemisphere, or from a quadrant of 
the sky, as is visible from the window-sill; in this case the 
error due to a sky not being uniformly bright is usually less 
than when the brightness of only a small portion is studied. 

The application of photometry to daylight problems is still 
developing, but it has already been proved to have great possi¬ 
bilities. A special instance of the utility of photometric tests 
is in connection with ancient light cases, where the effect on the 
light of a neighbouring erection is often a matter of conjecture 
and the task of the judge by no means an easy one. It would 
seem that important confirmatory evidence could often be ob¬ 
tained from photometric tests, and their value has already been 
substantiated in a number of cases. 

In the course of this chapter we have referred somewhat 
fully to the problems of photometry, in order to show the 
thorough manner in which the subject is being taken up, and 
the wide field for research which photometry offers to the 
physicist and physiologist. 

But although there are many scientific problems still to be 
solved, the practical value of photometry both in the laboratory 
and for measurement outside in the school, office, or factory, etc., 
is now fully established. The demand for accurate tests of the 
candle-power of lamps, the distribution of light from shades and 
reflectors, etc., has grown very rapidly, and manufacturers are no 
longer satisfied with the rough and ready methods of the past. 
The measurement of illumination has also made great strides, 
and we may expect that before long it will be tested with the 
same accuracy and certainty as temperature, or any other of the 
factors essential to daily life. 

contributions bearing on daylight illumination from a number of foreign 
correspondents. See also an Interim Report on the Daylight Illumination of 
Schools (Ilium. Eng., London, vol. vii., July 1914, p. 359). 
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<;U>PE.v SHADES, AND REFLECTORS, AND CALCULATIONS OF 
ILLUMINATION. 

' Functions of Globes, Shades, and Reflectors—Diminution of Intrinsic 
I; , p t . Direction of Light, and Softening of Shadows—Some Common Types 
< i w* and their Defects —Globes for Indoor and Outdoor Lighting—Various 
P l 'jL»r g Surfaces — Use of Obscured and Prismatic Glass Globes—Amount of 
ri : rio r'llc i bj various types—Various Materials used in Design of Shades 
i i Irirri tor* (Cardboard, Metal, Prismatic, and White Glass, etc.)—Combined 
, t t f Direct and Diffused Reflection—Principles used in Holophane Reflectors 
— i ’I ;ablating Engineering Calculations—Spacing Rules for various Illuminants 
—E, I. and F type Reflectors and use to produce Uniform Illumination—Cal- 
/ i. it' u* based on Flux of Light— Globes and Reflectors for Street Lighting— 
Ihoj me Gl iks and Improved Distribution of Illumination—Special Forms of 
fM'p.t is —Indirect and Semi-indirect Lighting—Illumination from the 
l n.ise ansi from Suspended Bowls, and Shadow Effects produced—Design of 
* 1 ILfting to harmonise with Architectural Features—Pedestal Units—Mis- 
. irir.o us Lighting Appliances for illuminating Desks, Hoardings, Pictures, 
er . -The Artistic and Decorative Considerations of Fixture Design. 

l\ the last chapter, when dealing with the determination of 
curves of light distribution from illuminants, it was 
p hstet! out that such curves can he very materially modified by 
of suitable globes, shades, or reflectors. Such appliances 
]rity an important part in illuminating engineering. There are 
f w sources of light which can be considered complete unless 
they are adequately shaded; and the recent introduction of so 
fiiiiiiy new illuminants, many of them giving their maximum 
M 11 5 11 4 ui te different directions, has given the subject an im¬ 
portance which it did not possess in the past. 

The Chief Functions of Globes, Shades, and ' 
Reflectors. 

The general principles governing the design of shades 
, ^Hectors w-ere summarised in a recent paper before 
the Illuminating Engineering Society in London, by J. G. 
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Clark and V . H. Mackinney. 1 Their chief functions were 
stated to be:— 

(a) To tone down the excessive brilliancy of an illuminant. 

(E>) To direct the light where it is chiefly needed. 

(c) To soften the shadows. 

(d) To serve as a decorative object. 

Naturally these four functions are not always equally im¬ 
portant. We meet cases, for example, where the economical 
direction of light is the most vita) matter, and interest centres 
mainly on the polar curve. There are other branches of work 
where artistic considerations are of paramount importance, and 
we find that the decorative appearance of a shade and the 
nature of the shadows cast by it are the chief points to be 
considered. 

But in the great majority of cases—one might almost say in 
every case—the first point (namely, the toning down of excessive 
brilliancy) has to be borne in mind. Even in the days of 
candles and oil lamps the art of shading was by no means 
neglected, but the advent of the modern, powerful, and intensely 
brilliant lamps has made it of greater importance than ever 
before. 

As far as concerns intrinsic brilliancy, the art of shading 
is a comparatively simple matter. Mr John Darch 2 has laid 
stress on this point, and has shown how the shades in the 
average room should be arranged so as to screen the direct rays 
in all directions likely to be prejudicial to the eyes, and yet not 
to absorb more light than is strictly necessary. The principles 
suggested will be understood from fig. 103, and may be said 
to apply generally to domestic lighting. 

Some judgment is necessary in selecting the materials for 
the shades. If these absorb too much light, a patchy effect 
on the ceiling is apt to be produced. 

It has been suggested that the intrinsic brilliancy of shades 
should preferably not exceed about 2 to 5 c.p. per square inch 
(which is not far removed from the brightness of an average 
white sky), and there are some who would fix the limit 
as low as one-tenth of a c.p. per square inch. Insistence on 
the lower limit would perhaps be too severe; but it seems 
feasible (at least in the cause of indoor lighting) to secure that 

1 Ilium. Eng., London, vol. vi., March 1913. 

2 “ The Art of Shading,” IUwm. Eng., London, voL ii., 1909, pp. 83, 173. 



MODERN' ILLUMINATING ENGINEERING. 

,1 t >ve< should not, under ordinary circumstances, encounter 
‘fives' whose brightness exceeds 5 e.p. per square inch 
!approximately equivalent to a surface brightness of 2250 
foot-esuidles). 

The majority of silk shades have little directive power. 
Ttev soften "’the light, hut are not usually of much value 
when we desire to concentrate it for some special purpose. It 
h i> Ix-eit pointed out that for industrial work, and even in the 
hme it is almost always possible to name some spot where the 
illumination is mainly required. 

hi all such cases we are justified in selecting a shade or 



reflector so shaped as to concentrate the light mainly over the 
region where it is obviously needed. At the same time we must 
allot sufficient light to the upper part of the room to enable the 
surroundings to be clearly visible, but the amount of illumin¬ 
ation required for this purpose is usually comparatively small. 
The choice of the shading appliances has a vital influence on 
the economy of the installation. By merely substituting efficient 
types of reflectors it is sometimes possible to use lamps of much 
smaller candle-power than those previously employed, and thus 
to make a saving almost as great as might he derived from the 
introduction of metal-filament electric lamps in place of carbon- 
filament ones. Moreover, an unshaded lamp may be not only 
useless but actually prejudicial. For example, a brilliant un- 
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screened source placed at the head of a flight of stairs might 
easily dazzle the eyes of a person and lead him to stumble; 
whereas if such a source were screened with a suitable reflector, 
the light would be directed downwards on the stairs, w T here it 
is really needed, and would not escape in directions where it 
merely causes inconvenience. “ Light on the object, not in the 
eye ” is a motto that has often been quoted in this connection. 

The third function of a shade, the softening of shadows, 
deserves some study in connection with interiors of architectural 
or artistic value. An unscreened source of great brilliancy, 
besides giving an impression of glare, tends to give undesir¬ 
ably sharp, dense shadows. From the artistic standpoint such 
“ hard ” shadows are usually disliked. Shadows there must be 
in order to show up the features of mouldings, columns, alcoves, 
etc., but in general the architect prefers that the shadows should 
be soft, that their edges should be somewhat indistinct, and that 
violent contrasts in light and shade should be avoided. For 
industrial purposes very sharp shadows, such as are cast by a 
naked arc light, are also objectionable. They are apt to produce 
a confusing effect, leading people to suspect a hole in the floor 
where none exists, or vice versa ; accidents at the docks, in 
f(Sundries, etc., have sometimes been ascribed to this cause. 
Moreover, when sharp, dense shadows are caused by projecting 
objects, there will usually be corners or recesses where there is 
insufficient light. In practice it is often desirable for light to 
penetrate completely into every corner of a room. 

The softness or hardness of shadows is chiefly a matter of 
the size of the luminous source. By extending the dimensions 
of a globe or reflector we practically increase the area of the 
light-giving surface, which has the desired softening effect. 

Another function of a shade, the removal of “ striations,” 
may well be mentioned here. It not infrequently happens that 
a small source, enclosed in a clear glass globe or chimney, gives 
a decidedly “ streaky ” illumination. These striations are apt 
to be very trying to the eyes, especially if, owing to vibration, 
there is a constant flicker. By inserting a diffusing glass surface 
in the path of the rays, or even by placing an extensive white 
surface behind the illuminant, the objectionable streakiness can 
be made to disappear. 

The consideration of the decorative qualities of shades and 
globes is best left to a later stage in this and the following 
chapter. 
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Some Common- Types of Shades and theie Defects. 

W 5 n BOW proceed to the discussion of some typical shades 
and reflectors pointing out their merits and drawbacks and the 
fliiei points of interest in their design. In fig. 104 are shown 
some common methods of shading, most of which only comply 
imperfectly with the requirements stated above. 

The shallow opal and enamelled reflectors frequently em- 
pjorei! with electric lamps at the present day are open to several 
obi cot ions. Even for the carbon-filament lamp they were not 
entirely satisfactory. They did not completely screen the 
carbon* filament from the eye. The metal-filament lamps, having 
longer bulbs, project still further, so that the bright filament is 
usually visible to the majority of people present in a room. 
Moreover, they only enclose a small portion of the total flux of 
emitted from the source, so that their “ directive power” is 
small It has been pointed out that in the case of the metal- 
filament lamp only a very small proportion of the light is 
directed downwards. The maximum intensity is horizontal, and 
most of the light escapes out sideways in such a way as to 
dazzle the eyes of people in the neighbourhood. The. directive 
influence of a good reflector is therefore specially valuable. 

It is hardly necessary to point out that in order to be of 
service in directing the rays of light, a reflector must enclose 
the source sufficiently to receive these rays on its reflecting 
surface. Such a reflector as that shown in fig. 104, e, for example, 
can only slightly influence the distribution of light from an 
upright incandescent mantle. 

The great majority of the rays never reach it, but merely 
stream out horizontally and cause glare. The amount of light 
absorbed by such a reflector is naturally small—but merely 
because so little light impinges upon it. This type of reflector 
shows, in an aggravated form, the defects characteristic of the 
shallow reflectors referred to above. In practice we almost 
always require the great majority of the light to be directed 
downwards, and the forms of reflectors shown in figs. 104, b 
and 104, h are much more satisfactory in this respect. 

On the other hand, it is not desirable to go to the other 
extreme and to surround a source completely by light-obscuring 
material in the manner shown in fig. 104, c. One occasionally 
s»s lamps completely shrouded with coloured silk or paper. 
Naturally, these materials soften the light, but very little of it 



(a) Shallow opal shade, incom¬ 
pletely covering filament 
and permitting glare. 


(b) A more satisfactory shade. Fila¬ 
ment properly screened by opal 
shade and frosting of lamp. 


(c) This silk shade screens the 
lamp completely, but will 
absorb a great deal of light. 




(d) A better arrangement. The opal reflector and 
inner white silk surface reflect much of the 
light downward. 


(e) This reflector is of very little use. ihe 
mantles are unscreened, and very few of 
the rays reach the reflector at all. 




(/) This opal shade is much better, but 
should nob be placed too high or the 
\ mantle becomes visible. 


US' 


i) This type of shade leaves a great part 
of the mantle unscreened. 


Fks. 104 .—Typical shades, and defects to he avoided. 


(h) A good shade for concentrating the light 
The mantle is completely covered. 
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in the second place, to shape the surfaces in such a way an to 
give the desired pedlar curve of light distribution, and at the same 
time screen the illuminant sufficiently to avoid elan*,. 

A word or two may first be said on the subject of globes. 
By this term is understood an appliance (generally made*, of 
glass) which more or less completely encloses the source. With 
the materials employed for most globes in use at* the present 
time it is hardly possible to alter the polar curve of light 
distribution very radically. When a source of light is enclosed 
in a globe made of frosted or milky glass the* globe tends to 
become itself a source. The small diffusing particles on tin* 
glass scatter the light in the 
manner shown in fig. 10b. 

There is usually present a 
small amount of transmitted 
light, and in this case we can 
often see a blurred image of 
the source itself through the 
luminous surface of theglohe. 

Tin* perfection with which 
the* light is diffused (Lr. the 
degree of uniformity of 
brightness on the globe sur¬ 
face) depends largely oil the kk.. iod.~Mixture of cliiiuhwl and dirimtly 
density of till* obscuration. Inumimtmi light, from glmm glohn with 
_, ^ . » « roii^Iimmi Hurl'nrv. 

home very dense forms of 

opal glass appear uniformly bright all over, and scatter the 
light very well, but in ho doing absorb a great deal of light. 
Chi the other hand, good diffusing power and high absorption do 

not necessarily go together. There are some, varieties of glass 
which show an image of the source (usually reddish in appear¬ 
ance) and yet absorb a great deal of light, and there are others 
which appear uniformly bright all over and conceal the source 
most effectually, and nevertheless have a comparatively low 
absorbing power. There seems a need for some standard method 
of defining the diffusion of light by globes, K. L. Elliott, in a 
paper presented at the Convention of the American Illuminating 
Engineering Society in IJU2, suggested that the term “ diffusing 
power ” should be used to denote the ratio between the brightest 
and darkest portions of a translucent globe or shade. A globe 
which appears uniformly bright all over would be said to have 
a diffusing power of IOC). It may, however, be urged that 
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horizontal, whereas in practice* the light ih usually required in 
the lower hemisphere. 

The diffusing glass globes ordinarily used with arc lamps for 
.street lighting have thus the drawback of sending an unduly 
large amount of light upwards. Some interesting experiments 


on globes having a progressive 
different angles, were recently 
and Rate!iffe ; 1 hut it would 
efficiency through this device i 
improve the distribution very 
either to use a concentrating 
reflector aliove the lamp or 
to employ prismatic glass. A 
prismatic globe bus one dis¬ 
tinct advantage over those 
made of glass that have 
merely a scattering effect. 
By mutably shaping the 
prisms n directive effect can 
be introduced, and a consider- 
able? proportion of the light 
concentrated in the lower 
hemisphere; but even by this 
menus one cannot readily 
Hectare a focussing affect com- 
parable with that obtained 
from the Imni prismatic glass 
reflectors. As an illustra* 


ly graduated capacity, varying at 
descrilmd by Messrs 8. L. Pearce 
seem that the possible gain in 
h not large, and that, in order to 
materially, it would he*, necessary 



Fin, I OH, OtHtrihutiosi fr<»m (1) ban* lamp, 
awl wini! lump in (2) acid-etched, 

(2) »i«tfl4>l»sti!U, and (4) opal globes 
nwfieotivf'ty. 


lion we may take the Ifolopliane globes. 8ueh globes were 
designed about thirty years ago by Mr A. P. Trotter in this 


country, and pioneering work on prismatic glass was also carried 
out by Blonde! ami Psaroud&ki in Paris. The idea was 


HiibHcqucntly developed with considerable enterprise and pertin¬ 
acity by the Holophane Company in the United States. One 
essential characteristic of them.? glolies is the use of a series of 


internal prisms, which break up and scatter tins light in tin? 
manner shown in fig. 109, m Their action may be compared 
with that of the rose on a watering-can, by which a power¬ 
ful jet of water is broken into spray. In the same way the 
prisms scatter and soften the light and render it agreeable to 


the eyes. 


1 Paper rod before the hint. Elec, Engineers, Umdon, March U, 1913. 
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r riit*ri 4 fire also esteriml prism*. whom* function if in to 
direct the rays, both hy refraction find rdlerf nm, in the manner 
hIiowii in tig, 100, h, |ty giving the*** prisms tie* eorrert angle 
it in possible fo Hertire. tirntly, that 11 convenient percentage 
of the light in directed downwards, and, «econd!y. flint fit** 
l^lohc appear* to tin- eye to hr uniformly illuminate! 1 nil 
over. In addition, tin* fuel flint the rays of light air merely 
diverted hy Hear glims sniffiees instead of being blocked by 
minute part idea in suspension »t the glims, h'lidn to a low 
absorption 
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d-M-rib-d jiliov-, lb- upp-s ball" -)iiip}»d with prihios ho 
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arranged as to rejlcct thr %\%% S downward- In i he r**f|rr*tor 
howl mi ordinary {foh-pluiir t* tb 04 tlm f * pr to he 

dtwTflied shortly 1 is used loi ?h«- uj*j '*•% p *it:on and by this 
im&nn tin* light in the low* 3 hmim jJo ie * an al o hr sti*ui;a laic si 

(»ee fig, IHlf, Various f#»i me itf pri inatie iiinm gmf *v, ham km 

designed for use with are lamp' in ^rc» f lighting He w* 
nlmll deal with in another s»<-tiou 

There are vaiioiis ui* f lh* 'do *t *s ,?uhuiin; f I loh »phatc’ \ Hkrtofs 
with fronted nr milky 4 be Ie mmjde no Nr t npphauc»"» can 
111 ? HltH*ed with globes in f ||*» ? lull t h*' js ^'Oiupleielt* 

imdnaed, hut it will be obsmn * d ? Imf f he do *'*"! 1 ^ e element ih 
line, to the flit! skillet loti of a reflertm 

It is dillifnilt to Mvih* tie* iinioiiiit «it 1 lit iif#%orhe«t hy l ipieiil 
ghiHH glukm with **rmt ^\mHkwh* Au aemnute i-stimute *4 the 

light iih.Hork.il require* n niiipnireinejit of tip* ninni s}ih. <*,{#, of 

the 8 ffiirct«n Hr*!., without mid tl*«*i* with the glofie. A mere 

clehirinination of tint litfiti ai^ork-d hy » Hf^riinrii {dale ot the 
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The full tint thorn the dittrlUution enrtr /mm Hut fistitm, th* ,U<tUA lint thn cur,; Jrmn a hart tamp 
Fm. 110. - Showing dmtrihutioii of light from Holophmio glolm, Kj.horp, mol r.,flfwtor howl 
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glass used does not suffice. Evm wljen flu* mean Hph, c.p, is 
obtained than* in n p*wsihility that fie* physical rendition of tin* 
source*, and t he light audited by it, may he nf fact ad by flic 
fact of it h being enclosed. It is conceivable that this «iitlimilt v 
might be experienced with hi mn* electrical illuminatit*. and in 
the ease of gas lamps it h influence is wall known. Thus 
A. Blok 1 mentions fin* ease of n mnutla \v litre* eamllepmver 
was actinilly f er/vmo 1/ by curl*e*ing it in #1 glass gIot>e, If la 
also probable that tin* absorption \ari»*M somewhat according 
tee tin* colour of the light, and media roods!mg of small 
suspended particles usually t riiii^iiii! the ml and of the spectrum 
most readily. 

Speaking generally, tin* perc«-utage ahsorption may range 
from 10 to off per cent,, acrording f«» tie* density of fin* glass 
employed* and it is rvm jK**«ible flint fie* Inffer figures limy be 
considerably exceeded hi the case of globes that have tiernmc 
soiled with use, or encrusted with dust and dirt, or corroded by 
the fumes from the illumimuit, 

One finds considerable difference* of opinion on these 
questions, For example. Prof, Marehauf. referring to some 
tests iindertnkeii by Prof, * 1 . T. Morris, Mated that he had titftf 
clear glans globes absorbing im much as *40 pier ccjif / and flint 
tests on opaline globes bud yielded such figures a* f#7 per cent, 
and RM per rout. ( hi the other hand, Mr A, licuiunu *ff#n*?« 
expressed the view tliiil there should be no practical difficulty 
in securing 11 globe of good diffusing power absorbing only 24 
per cent/ 1 It appears to-* that wirioti* writers have adopted 
somewhat different definition* of absorbing j#*wct\ mid that tin* 
terms used to desert lie varieties sn glim have not iiliniy.14 fieisn 
consistent There m*tmm 11 need for 11 comprehensive series of 
tests on modern glolm, 

The table on op|»o*il** j«gr will **cr\e in show the figures 
moat generally presented. 

Many lniiteriis having square pane* of glass achieve wil> 
atant tally the same reaulte as glnl#**, but there i* not. at present, 
much to way aliotit their design from the illtiminaf tug engineering 
standpoint. Attention hits hitherto te*en eniicrutmtcd iiiiiinly 

on their inecliiiiiicitl details 0 \y, «#n rendering them rain- mid 
wind-proof). 

1 Htniih tiny ,1 ted, v» t 11#13* p 4go, 

1 Hrid % v«4. i., U**H f j# H7n, 1 /M„ p \m. 
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Authority. 


Pr<»f. J. T, M«»rriw »u<l K, < l, l 
Farr* m* f ilium, Emj ty London, * 
vitl. i., !!«;». |t, '■>":>)' . , . I 

B. Moim.»t‘!i ( kfh'ktrSrh*' HfiruRif mith | 
p. 171) . . . . 


Prof. W, Burrow i (Elr*\ lihi m. Emu, 
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Type of CUohr, I Ah«ofpUon, 
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MaTKIIIALH AM> I>KH!f*X OF SliADKK AND KbFBBOT tMIH, 

In wderting a r«*fl**etor mm t»f t\m find, {mints to hi* considered 
ih wli«*iliffr mi opiiijtii* or translucent material is preferable. Ah 

ii rail* ojiinjiif* rejleetnrss ei*tifplei#ly concealing the Hoiirciy lira 
preferable for local illumination, when flu* lump may ha placed 
near ila* head of tin* worker. 

For general illumination, on the oilier hand, a translucent 
reflector which transmits n certain amount of light is usually 

preferable, iih tin* tipper jtoriloti of the room would otherwtHe 
itpfieftr unduly dark. 

The chief materials used for opaque shades are cardboard and 
metal (polished* matt, or enamelled). dim translucent 

materials include aritbelehed, Hand-blasted, prismatic, and milky 
glass of various descriptions, Mirrored glass is largely used for 
rcdleetors of n concontmting type, such m those timid for auto¬ 
mobile headlights. Silk and paper are valuable for decorative 
purposes, hut have little directive power and are not much used 
for industrial Illumination Voege ban recently recommended 
the use'of marbled 

The advantages of cardboard are Ik lightness anti cheapness. 
Cardboard shadea can Imi readily attached to an electric lamp- 
1 Mhklnd, Zdlrnkr., If ah Feb 1014, pp. I9B 203. 
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holder without a heavy carrier. The r»*tl#-ftmg tpmliticH of a 
go< hI white cardboard are »*%fo 11*oil tor certain purposes, and 
shades of this kind mv still almost invariably u*ed for billiard 
table lighting. ( In I he of Inn* haiab t la* surface darkens wit h age, 
ho that the shades require orraaional rimming or renewal; and 
the price at whieh they are supplied does not admit of unieh 
artist ie f reatiueni or special design. Tin' conical shape is almost 
invariably lined, Ktjtertfneitf s have «irrn-M» malty been made u ith 
aluminium n »ated rardlmard surfaces, but they d*» no! appear to 
have 11 caught on “ to any extent 

The recent t endeney toward* I lie use of high Hindi** power 
Honrees suggest s tlint I here an* still possibilities in the use of 
sueh material* ns papier much** for inroe ndleetors It might be 
desirable, in lighting large ImlK etc .to use hemispheres or hoods 
of considerable Nix**, the white interior of %\ ld<*li r«*tt!d hr lighted 
indirect 1)' by groups of high candle power lamps or covered over 
by moi ne translucent diffusing piip»n Very large units of I his 
kind would probably t«* too VM-igSiiy it constructed of «*Iiihs or 
Uintah but if is eoneeivabje tlmt some fotm <4* pressed cardlmard 
or paper rould Ik* effectiv«dy employed. 

For itidttsfrtfti lighting im-tal reflectors have n field of their 
own, For this purpose materials wInch are not readily broken 
or tarnished and run be readily cleaned are desirable, Ann wry 
large aeetion of induxfrial illumination is rallied out on t he local 
principle, and if is not considered nee* *, y to a.*lot much light 
to tin? upper putt of t lie rofiinjlie far! of f|-p* tiHtal being opaque 
in no great drawback Moreover, the reflecting *|itnlify of the 
surface of at eel reflector* can Ik* readily v itriefl fly the use of 
white enamel an approximately matt diffusing surface, which in 
easily cleaned, run lie obtained A highly polished metal surface, 
on the other hand, facilitates the roneenf rat ion **f light. It in 
also possible, by mean* of aluminium or similar r<*ugh tiiiiHli, to 
get itit effect intermediate Iwf W'ef’ii jKilishcd and matt retire!ion. 
Hut it is when we rome tri translucent material*, sueh m 
glass, that the greatest |**»*.*tbiltf ir«« of scientific ttea!men! reveal 
themselves, llie surface *4 glims ran be treated in so many 
different ways riblx’d, arid etched, sand blastc«I, etc , the nature 
of the gins*. its colour. opacity, mid refractive index cmi l«* 
, varied Ijetwecn wide limit*, and tie* possibilities in the refraction 
and reflect ion of light by prismatic design are iuftuttc, 

A distinction limy l*c drawn ni flu* outset lad ween white 
gltt«8 f " reflectors (opal, mliifiiiMter, alba, etc, i and those made of 
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clear glass in which reflection ami refraction from prisms in 
employed. The onlinary shallow, opal shade, it- haw already 
been pointed out, Inuirs little evidence of scientific design, and is 
neither bountiful nor effective from Urn utilitarian standpoint. 
Fait during tin* Inst feu* yearn considerable nd van com in the 
manufacture of white glass reflectors have hmm made, and there 
an* now available typos constructed on much mom rational 
principles. As an Illustration 
of 1 1 ms#* \v#» nmy fake tin* 

Wlnriit reflectors introduced 
in Kurland by tin* British 
Thomson*Houston (o,, one of 
which is shown in fig 111, 

Opal glass shades have 
also been widely used in tin* 
gas indiiHtry. In figs. 11 2a, 

B» <\ niifl n w«* reproduce some 
data on such shades, ink mi 
from tli*' paper read bo fori* tin* 
llluminat nig Kngmeering Ho 
ciety in HfFI by Mi mux A. ( b 
Clark and V, H. Maekinney, 

In tin* ease of tin* majority 
of white glass reflectors we 
havo to deal with n mixture 
of direef and diffused reflection,, 

For example, in tin* ordinary 
opal shade wo get direct re 
Heel ion from tin* superficial 
glaze on t he surface, A certain 
amount of light enters among 
tin* finely suspended white par¬ 
ticles in tin* glass beneath this glaze. Fart of this light in 
transmitted, but a considerable portion is also reflected diffusely, 
Direct reflection from polished surfaces has one drawback ■■■ if is 
apt to reproduce any striatums in the light due to imperfections in 
the glam of u lamp bulfi or chimney. In some cases the polished 
surface of the reflector is therefore fluted or provided with con¬ 
centric rippled rings in order to overcome thin defect, A dead 
matt-white surface, on the other hand, tends to .suppress streak F 
ness. Yet it is usually essential to make use of a certain amount 
of polished reflection in order to get-strong concentration of the 




Fw, 11 1.—-VMiui* fliT.IL) rcflnctor «id 

o»rr«tjK»efIiii|( jiolnr «wrv« of light 
UifitriliiiticiiL 
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light. A matt reflector has comparatively little focussing power. 
Another point to be noted is that the absorption of a dead matt' 
reflector will, in general, be greater than that of a corresponding 
polished one. For a great proportion of the reflected ray *4 
necessarily re-enter and strike the reflecting surface again; and 
at each successive reflection a little light is lost. There is alsi * 
the difficulty that matt surfaces in general tend to collect dirt- 
and become soiled sooner than polished ones. 



Figs. 112a, b, c, and r>,— Distribution of light from typical glass reflectors 
(Clark and Mackinney). 


In the ordinary clear glass prismatic reflector of the Hoki 
phane type advantage is taken of total internal reflection froti 
a series of specially shaped right-angle prisms (see fig. 113). Is 
the very early forms of Holophane globes only refraction wn 
employed, and the concentrating power in this case- was smul 
But by applying the principle of total internal reflection in coil 
nection with reflectors an entirely new field was opened up, an 
an immense range in distribution of light became possible. I 
general the prisms are on the outer side of the reflector, ill 
inner surface being left plain. In this case the reflection 
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entirely direct* and yet the light in ho broken up by Urn prisms 
that “striatums” in the light are to a great extent smoothed 
away. The focussing power of .such a series of prisms in remark - 
able, and permits considerable latit ude in design of the shape of 
the reflector. Moreover, the absorption of light during reflection 
from a polished glass surface in remarkably small, even when a 
considerable proportion of the total flux of light in enclosed. In 
typical reflectors of the Holophune type tin* loan of light in 
estimated not to exceed 5 per cent. They are usually designed 
to transmit about 25 per cent, of the total light into the upper 
hemisphere, this being the amount of light considered desirable 
to allot to the upper part of the average* interior. The remainder 
ot the light is dialribuied in the lower hemisphere in various 
ways, according to tins arrangement of the prisms and the pur¬ 
pose for which the 
reflector is intended. 

At this at age it 
may h* well to point 
out some of the factors 
on which the success* 
fnl design of a re¬ 
flector depends, * * * * * 

In mmeml the de f t & T»»Ul reftetmn from a wriuH 

signer has to balance ^ 

a number of distinct considerations. He must aim at a pleasing 
shape, and yet scheme tin? contour out in such a way as to get 
the desired distribution curve. He must arrange the unit so 
that the source of light will be, iim far us possible, screened from 
direct vision; mid yef he must not enclose the source more 
completely than is necessary, since the greater the proportion 
of the light flux intercepted, the greater tin* absorption of light 
in itpt in In*. The designer should also unsure that the 
illuminated surface of the unit will not appear “spotty,” hut 
uniformly light- or at least that the gradation in brightness is 
not too abrupt. 

Broadly speaking, tin* nature of the reflection will be one of 

three types shown in fig. 1 14, i>, pun? direct reflection, approxi¬ 
mately pure diffused reflection, or a mixture of direct ami 
diffused reflection. It is possible to calculate the effect of 
polished reflection with some precision, and it is hIho possible to 
estimate the defect of the diffused deflection by considering the 
projected arm of the! surface of the reflector when viewed at 
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diflrmii nngl***. Ikit If in usually pivtonihh* to ^U|>j»l4*ii4**nt 
such riilrulut tons by Umin un n small porli* >n ui f In* surfacv 
propound ; imhvd, whou n ttiKfiitv of film*! and diUiiswl ndhvt n »n 
omirb thin in usually mvassary. 

A word or two may !«• Haiti u,» to 1 h** nut* amt of light 
abhorlvd hy ndlivton*. In making aompariMtim on fids point 
Homo judgment in ii<*d For oXfiittpF, at f mil ion should }»»• {mid 
to tin* pivrontug** of fill' total fin x o! light lutfhoi'd, A vary 
shallow f\jio of unit, whh*h allows pritH mally nil t lm light to 
at mam out taiiffflrHsd nat umlJy absorbs wry littl** light, 1 oil it 
may iiawilI ioI^oh In* ii \ * vs Fad ndbvtoa. For t*^ampl«*, it nmy 
not w'ivt’ii flit* Hoiaivr HUfli‘‘i<<nt !y to n\* ml glar«* and mny allow 
too mutdt light to f*w*ap»* out h«ally. Un tip- n!h«*r hand. 




rt, m m * *« o * * 

.‘Jiff ,IV | ► r.ff • t: , 



t.• .1 \*\ ifl lie r-l f<r ff 1 .* ||*»|| 


Vu*. I S 4 IJ5v-n*f lin- <ir m n », ? 'o*** 1 , ]■;< ■ ’ | . ).• 5 of, • O j, t ‘J.ttWd 
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fliiiiHi* tinted shades almost r*>fuj«l«*t*dy *vi m-ubug * hie soiirre, 

fr»*i'|ii«*til!y absorb u grail d»oii of light uithout giving any 

«:otnj»*iiwif ing advantage 

A notiraibh* diJb !»*ur«* in tin- amount «d light uh m},**d by n 
rifllwtor limy tmmr avoiding w> o* nt ghr »» *n mFou» d gkv« 
bulbs or rhirnimy *. an* w *d In * *, imndi of th»* tsllmlril 

light tli** olof'in* d nt * a tin.*' rirjo ‘ an add* d aloorjo 

tioii, tliiit ia not. ’'tiirih ^j*< ah ii<g to t art ion of tin* 

ridhvtcjr ifiiolf, It uni4 also oon^inJ^u'od that a*i«*ntifindly 
dimiguml r*dh*rtoj ^ in grimrui tin* h 4 i*- odO' %% 1 1Ij tin* typ* 
of liiiiijj for wliiidi tla-y *b dgu«»d For tin* tanr of 

un ehvtrir linnp with n iilain^nt having dinioudoim ditirmit 
from tlioH** rlmraHrristif* of t}i<» typr of Iniuji rrf*nmt$ir-mh^l nmy 
(mum*. Monir dirfiirliniP’i* of tIs** proper f!inati»#iiH of tin* unit» 

It hh*iiih protifilih- flint f,Jii* iiFsorptioii of liglit Uy n wtdl™ 
diiWgniMl ridlordnr h 1 ioii|i| not an n rul#^ JO to IT# j»**r w;nt M 

iitnl in mmw mwnH, *\ej, in %\n* f{ohiplinnv r«d!#vtor*, if in f'rrdildy 
stated to t^s wry iiinrii Iw-hh. 
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I LIU‘M IN A UNO ExOfVLLinNU ( *ALorLATloXS and THE SpAdNU 
of (I loses and Rkele<T ons. 

In order to illustrate tin* value of srientiliedata, regarding tint 
action of globes him! reflectors, some aeenuuf may next la* given 
of the ralculutions most frequentIv used in illuminating engineer¬ 
ing. f)n!y a few years a^> tin* in.stnJIat ion of lighting units was 
habitually earned out on a purely ,s ruin of t humb" basis. It 
was customary to pivseri In* n certain number of lumps lor a, room 
of given size, but lilt b* at tout ion was paid to tin* effect of the 
shades iiiul rellect.ors used wit h such lamps, and the intensity and 
uniformity of the resultant illumination was not closely studied. 

At tin* present time flu* tendency in towards morn scientific 
met hods. Lighting engineers endeavour to form an idna of 
how iiiiinli illumination is needed in a romn dnvotnd to a specific 
purpose, and to work out bofornhand how the lumps should be 
plannd. and what type of shades or reflectors should la* used, in 
ordnr to ohtain just thu illftmiiiiition required. 

Illuminating engineering nalnulations offer a vory fascinating 
held for thnofftieal study, and a great dna! has burn writinn on 
this subject. Special reference might be madn to fin* exhaust ivc 
treatment of tin* subject in tin* works of Trotter/ Bloch/ 2 
llu^iiov 1 and others; and Bertelsmann 1 has compiled a very 
serviceable book of reference tables, Readers may also with 
advantage consult the* series of references given at the end of 
a lecture by Prof. \Y\ K Barrmvs at the Johns Hopkins Uni¬ 
versity, I kilt iitiore, in I BIO. A paper on this nubjeei was read 
before the Illuminating Engineering Society (London) by Mr 
W. (\ Ulintiiti in Iftld, in which the illumination in a series of 
installations was calculated in detail,' It- was shown that quite 
satisfactory agreement between observed and calculated values 

could be obtained.-a valuable conclusion which justified the, 

cure with which each step in the proceedings was worked out* 
ft is very useful for the illuminating engineer to have, at 
hk command nielhodh of solving even the most complicated 
problems. Its dealing with novel installations, where there is 
little past experience to fall back upon, it may be necessary 
to calculate out the conditions from first principles. But in 

3 iU JtiHrdmtum find MettMuremmi, pp, 25 01, 

,J The Sri*7m *>f Wuminaivm (irattfilwtel by Prof. VV. d (’linf/ui), 

1 Light, Uadinhun % and lUaminntim (trand&trd by .hwiiw Kek). 

1 Mrihmtmffim fur llthuchUingrteffatiker, 

h litnm, Eng.) Lmdoii, April 101 f $ p. 1 Ml 

It) 
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ordinary practice it is usually necessary to avoid very elaborate?* 
calculations and to use approximate time-saving devices as 
as possible. We do not therefore propose to enter very deeply 
into this subject, but only give an idea how the data used in the 
average installation are derived. 


The most frequent and simplest calculation met with in illuminatiof? 
engineering is tlie determination of the normal illumination received 
underneath a lamp hung at a certain height. Take, for example, «*» 
16-c.p. lamp in a Holopliane “I” type reflector hung about four feet 
above a table. Referring to the polar curve of such a unit, we see 
the intensity immediately under the lamp is about 35 c.p.—ratTie-r 
more than double the horizontal candle-power of the electric lamp* 
The illumination on the table immediately under the lamp will therefore 
35 

be _^ = 2*2 foot-candles (approx.), which is sufficient for ordinary read¬ 


ing purposes. 

In the same way the normal illumination, at a given distance in 
any desired direction, can easily be calculated by reference to the polar 
curve of the source, and by using the inverse square law. For example*, 
with the unit mentioned the normal illumination received at a distance 

30 

of 5 feet, and at an angle with the horizontal of 45°, would be —- t> =* 

(5)~ 

1*2 foot-candles. 

The question may arise whether sources equipped with highly con¬ 
centrating reflectors obey this law strictly. The inverse square law may 
not apply rigidly to mirrored reflectors of the searchlight type, hut in 
the case of the vast majority of units employed for ordinary purposes of 
illumination it does so quite sufficiently accurately for practical purposes. 

The next step is to calculate out the horizontal illumination at any 
distance from the foot of a lamp, hung at a certain height. Imagine 
a source, hung at a height Ji. Consider the illumination derived from 
a ray I<?, making an angle 0 with the vertical. The normal illumination, 
E n , at a distance r feet, and at a short distance from the point im¬ 
mediately under the lamp, will be To obtain the correspond mg 
horizontal illumination I h , we must multiply by the cosine of the angle 
of incidence (which is equal to 0). Now cos 6 = ~. 


Hence E» = \ cos 6 = 

r 2 h 2 


In order to obtain the horizontal illumination at any point it: is 
therefore only necessary to multiply the value of the illumination 
immediately under the lamp by the corresponding value of cos 
Curves and tables giving the value corresponding with lamps hung at 
various heights are much used by illuminating engineers; and many 
companies, besides giving the polar curves of their lighting units, 
provide diagrams showing the horizontal illumination derived wHerl 
these lamps are hung at the customary height. 
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Tin* Welslmch Co. of NVw Jurney, tJ.S.A., in their Hltnninu- 
i IhCa H<h\Is\ follow ih<* Admirable mKhod of ivpmduning 
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In figs. 115, 116 we reproduce a typical polar curve and Lit** 
derived diagrams of horizontal illumination from two lamps at i ' t 
specified distance apart. By adding up the illumination due t * * 
each lamp we obtain a third curve showing the total illuminate 
due to the two. Such curves are of considerable importance i * 1 
connection with street lighting, where the’aim of the engineer i ^ 
to adjust the distance and the nature of the polar curve so as t * * 
make the illumination between the lamps as uniform as possihh** 

It is becoming customary for manufacturers to standardise * 
the data for their units, and to recommend spacing rules appl>* ~ 
ing to such sources hung at the customary height. There itv** 
various methods of arranging lamps to give uniform illuminati < > i * * 
In a high and narrow passage it is usual to arrange the sourcen 
in a central line, the intervals being selected in the manner 
described above. Occasionally lamps are staggered in the form 
of a triangle, but the most usual method, which is particularly 
applicable to large areas, is to space the points in squared. 
The distance between each pair of lamps along the side of ft 
square is selected to give uniform illumination, and will naturally 
vary according to the height at which the lamps are hung: an ** 1 
the nature of the polar curve. With a well-designed unit flit" 
illumination on the working plane should be practically constant, ; 
for example, the value at the centre of the square should >*«• 
practically identical with that along its edges. 

The system has been vgry thoroughly worked gut by tin* 
Holophane Co., whose reflectors are made in three distinc*! 
types—E (extensive), I (intensive), and F (focussing). 

The“ E ” type of unit is used mainly for small rooms with onr 
central point, for large rooms with low ceilings, and for corridors 
The effect of these reflectors is to direct a considerable portion 
of the light in the upper region of the lower hemisphere, tin- 
maximum intensity being located near 45°. Consequently sue It 
reflectors are best used for providing general illumination, rath or 
than for concentrating the light over a narrow area; they arc* 
spaced comparatively far apart. 

The “ I ” type of unit is intermediate between the “ E ” and “ H* 9 f 
reflectors. A comparison of its polar curve with that of the “ HI ** 
type reflector (see fig. 117) shows that the majority of the light, 
is concentrated fairly evenly over an angle of 90°, the valutsm 
at 45 5 and immediately below the lamp being very nearly the* 
same. This type is very usually employed for lighting isolated! 
desks and tables, and fairly lofty rooms. 
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The “ F ” type of unit is designed with a view to concentrating 
The light over a small area. It is therefore most valuable in cases 
where a strong local illumination is necessary, and for large and 
lofty rooms where the units are conveniently hung high up. 

The decision which of these three types of reflectors should 
be used in an installation call for some judgment. For example, 
the use of £C E ” type reflectors at a considerable height from the 
floor and in a small but lofty room would probably result in ah 
excessive amount of light being thrown on the walls, and an 
unduly low illumination down below. Again, if “F” type 
reflectors were used, but spaced at intervals intended for “ E ” 
type units, the illumination on the floor would be spotty, i.e. 
very strong in some parts but too weak in others. 

In order to ensure uniform illumination and the best con¬ 
ditions generally, the following spacing rules are therefore 
given. 

f£ E ” type units should be spaced at a distance apart equal to 
twice their height. 

1 ” type units should be spaced at a distance apart equal to 
one and a half times their height. 

“ F ” type units should be spaced at a distance apart equal to 
their height. 

The essence of these rules is tabulated in fig. 118. It will 
be observed that although the illumination is evenly distributed 
in each case, the consumption of energy for a given area for 
lamps of a given wattage and the amount of illumination on the 
working plane increase, progressing as we proceed from the <c E ” 
to the “ F ” type, so that in general lamps of smaller candle-power 
will suffice with focussing reflectors. A comparison of the three 
typical polar curves with that of a bare lamp (shown dotted) 
shows very clearly the great practical utility of a well-designed 
reflector (especially in the case of the electric metal-filament 
lamp, which throws such a comparative small proportion of light 
downwards). 

It should be mentioned that these calculations are based 
solely on the direct light. In general the illumination will be 
in excess of that specified, owing to the reflection of a certain 
amount of light from walls and ceiling. As a rule lighting 2 
engineers prefer not to count on such extra illumination in their 
calculations, since it is naturally a somewhat variable element, 
depending on the size of the room, and the distribution of light 
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Tig. 117. —Holopliane “E,” “I,” and “F’‘ reflectors and corresponding polar carves. 
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Holujihmjf “ K” typo rofloctorg. 

Hpimnl a diatutioo apart equal to twice 
thi'ir hrujht in order to givo even illumin¬ 
ation, 

niumlwitlon from f>(l«r.p, lumpa, ft foot 
high, appro*. t 




JfolopJuuio “ I ” typo rtdleotoru, 

Hpwtul ii dfutanee apart oipmJ to one and 
tf, half timed their height in ordor to give 
even jliimiiinakm. 

Illumination tram lamps, ft foot 

high, appro*. lifont*r(tutile*. 




Ilohtpltfuto “ F” typo rntftif.torfi. 

Hpaeed a ilI«titrtoe apart equal to their 
height In order to give even iUutrihmtion, 

filwiiliiation from £(>•<?. t>. hmj «» ft foot 

high, appro*, f»| funtmamllr*. 


’S', Ii, fu there data, the effect uf re/te^t tan from wall* and eeitin\fe in md imiudcd, 

fln t 118 ,-«Ap|ifMxitii»^ sparing fur Iiolophatio rtdbmUnH tthown <m left, tmd 

illmniiMtim flrrivm ihftndiom, 
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from the reflectors, as well as the tint of the Nr alls and ceiling. 
But an engineer who is familiar with a certain system of illu¬ 
mination can often form at sight a surprisingly close estimate of 
what the effect of reflection in a given interior will be, and make- 
use of this in his calculations. 

The “ E,” “ I,” and “ F ” system and the derived spacing rules 
have been applied to various types of reflectors; for example,, 
to the Benjamin steel reflectors. It is naturally a decided 
advantage to have such data: and a drawback in the eyes of 
a consulting engineer when he finds that, if he installs a certain 
type of unit, there is no available information by the aid of 
which to estimate the illumination to be obtained. 

There are, of course, many cases in which it is impossible to* 
apply such rules exactly. For example, it may be required to- 
install reflectors not in their ideal positions, but where the exist¬ 
ing outlets are located in a room. It is then necessary to make 
the best compromise, and a combination of “ E ” and “ I ” reflectors, 
is sometimes desirable. There are also cases in which a strictly 
even illumination is not wanted, and special arrangements have 
to be made to concentrate the light at particular points. 

Again, in the lighting of streets and large open spaces it is 
often impossible, owing to limitations imposed,by cost, etc., to- 
secure even approximately uniform lighting. A great deal has 
been written on the calculation of illumination in these circum¬ 
stances. To determine the combined effect of a number of sources 
is a decidedly complicated problem. 

Engineers often find it preferable to fall back on data pre¬ 
viously obtained by illumination measurements in similar circum¬ 
stances, rather than to work out the values from first principles. 
Those interested in this problem, and particularly in methods of 
calculated mean illumination over large areas, may be referred 
to some constructions suggested by Hogner (loc. cit.). 

There are two chief methods of representing the distribution 
of illumination graphically.. We may construct “ contour lines,’" 
in the manner favoured by Mr A. P. Trotter (loc. cit.), or one may 
divide up the area into a number of small squares, and indicate 
on each the average illumination at that point. On plans of 
many interiors (school-rooms, libraries, etc.) it is often sufficient 
merely to mark the illumination at the chief points of interest, 
e.g. on the desks, tables, blackboards, etc. 

Where an area has been subdivided into squares, and the illu¬ 
mination at each point either measured or calculated, the deter- 
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initiation of tin* nrlflttnHic?tl mean value is a simple matter. It 
is. however, Hornetlines possible to e.sf iinafe the moan illumination 
ovi*r an itnn sf might from the polar curve of llu* illuminani to bn 
used, For example, Ink** the msi* of a lamp in a reflector sus¬ 
pended at a given height above a table* It is possible to ascertain 
from tin* polar curve the flux of light corresponding with the 
solid angle subtended by the table, and thin, divided by the area 
of the table surface, gives tlie mean Illumination at once. This 
method bun sometimes been used In the, case of large illuminated 
posters, and it hits been proposed that in lighting a mom from 
the emit re we should allot a certain flux of light to the floor, 
walls, and ceiling, and select the polar curve accordingly. It has 
also been suggested that the “flux of light” method might he 
used with udvantage in connection with street lighting, where 
the determination of the true mean illumination is often a 
difficult mutter. 

A special instance of the utility of these flux of light calcula¬ 
tions is in connection with electric searchlights, for which Dr 
Louis Bell gives the following formula:™ 

The iliiiiiiiinilieii E ill fuel cji ndles « v , 

m *** r : 

where »■* voltage iif the are ; 

t current,«*f the nrv ; 

?/ s|*t eifie eunsiunptien hi watts per mean spit. e.p. (thin may 

UhimIIv be taken ns 1) ; 

r ■* ratlin* nf the beiiin of light when* it Impinges on the nurture 
dbuninntefb 

The quantity 4w#ni represents ilia flux of light from fclm 

searchlight and is perfectly definite; on the other hand, a 
searchlight has not, according to the accepted definition, a very 
well defined enndle*power. 

iiuntKs xsn Rkfukctohs mu Street Liuhtino. 

Much remains to be done in connection with the scientific 
distribution of light by globes and reflectors in the streets. In 
tin* great majority of street lanterns such direction of light as 
occurs 1« achieved by a reflector placed above the source. This 
should be of enamelled iron or some material which is not 
readily corroded and easily denned. 

At present these reflectors are almost always shallow and 
only Hcreen the sources very slightly (if at all) from the eyes 
of pnsHcrs-by. The extreme brilliancy of modern street-lighting 
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sources seems to call tor 11 ehaiig** in f hi» It j*. m>ih«■». 

times contended that lamp* in lie* ^r*ri x teing ns it nil#* emu 
paratively distant from t In* «*\ *- should um? ease*- iniif*h ginn». 
But it must he reiiieiiihefvd that tla* Iititijo mv S.M-U ao/uint m 



(<0 Oi-nmiHirw «f #M»« " o * r 4 ,* J * n ?.r* * tt* O o > 11* |,u-4m», 

•» ' fr i - a' ■ ‘f P M'>'» r 4 ., ? 1 -, j| .Kjfig 

O'" ■< ’ ■ ’ f, *’* Tf;, 

Flo, I H* ItiHt-t,,- f ,n'‘ > *.<** I i r ‘f 4 || { v , 



FlO. ft '?! g' ;t. «*y* . ?, r it c iPr > it, iV | i * .*f 

ft! O-■ ■* ^ 

A, Pulitr rursr i m<i»* . mw* ** *j, *ota * > <*i /* r 

H. WmHumrr rsiml *• rO o%t ^o* s ..‘.vr gi->/.r 

much darker hitckgrotiiid titan if tli«*v vi^ro umei fhr interior 

lighting, and it in mimumii exjif*i)t*u***< that many of fla* htiwt* 
lighting systems of Um* pivwijt day have n itet’idedly dazzling 
■effect. 

In the interests of fridlir it may %r»dl !*»« **ugg€**»ted that it 
would often he letter f*i w*ritiro uniformity of illiiiiiiinif ioti to 
some extent, if lid* step is nrwumty. in order to avoid glare 
from powerful lamps 
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Fie, 1*20 -.Ilrakuwiski fur llurrm* aim 


Then* an* now in use \nrious <it*v5 c*<*h desijjpcd to improve 
the distribution of light from street lamps. The* 
dioptric globe used wit Is Kxeello lamps alters the polar enrvo of • 
light dist ribut ion nia 

terially,as shown in fig. f ji -* I 

l IB, hih I impro\ *\s t liedi ( f p I 

versify eoeflieient (ratio j 

between the maximum tu * I J 

and minimum iilumina 
tion). Thin is il lust rated ii 

in fig. I t!H. Other ap / | \ 

parilt IIH hits been devised I .... * e * V |4 y ;* I \r}f U L f 1 

with similar intent ; for / **{/ #/ \jr s * 

example, the Peard re x ^ \ 

Hector, 1 which in placed Fie. 120 -.Ilrakuwiiki lettretM* fur llurrm* aim 

below a focussing are 

lamp and reflects Home of tin* vertical rays which would other¬ 
wise illuminate the portions of the pavement nearest the lamp. 
Another device is the total reflector designed by llmbowskif 2 

which consists of enamelled metal 
portions, supplemented by an 
inner ring of clear glass (hi* e tig. 
^gg^y 120) which totally reflects a 
/ portion of the rays falling upon 

I 1 if II elector* by softening 

| - —* * JL ^ 1 '*“*-^ J the light at small angles to the 

horizontal, is also intended to 
Kin, 121, Tie" " Kieiihtx " irflrrlur » nn i , 

(V. ip *!,*«.,, if*A» g ii,,4 |M dPiimM HUpprass glare. I he rays between 

flip niy* wlirli wmiiM uifiPtwiw 4fp ami the vertical, which are 

if|»wiir4^iiieP»pI* U'4VHn3eiff{ , tM . . . , t . 

*I»r H*r*nh. not likely to enter the eyes direct, 

an* allowed to pass unimpeded, 
hut rays outside thin angle are diffused by the reflector, and 
their glaring effect is lessened. 

The white way ” system of lighting developed in the 
United States also deserves notice, In this method a number 
of tungsten fikfiietifH lit appropriate globes are arranged at the 
top of tin ornamental column. The subdivision of the light into 
small milts, and the diffusing effects of these globes, doubtless 
does something to diminish the glare. 

If will lie observed that all the foregoing units are sym- 

1 Klrtirktmu 1010 , p. M(>. 

1 HUkirtA. Z tinthr., ffilt Jam 1010, pp. U 13. 


¥m, 121, Tie’ 

<i\ 11 . Siuir 


' KffSflltOS '* offrrlur 









300' 


MODERN ILLUMINATING ENGINEERING. 


metrical in the vertical plane. Dr C. H. Sharp 1 has carried out 
the directive idea still furthur in the “ Equilux ” reflector, which 
is shown in fig. 121. 

It consists of two metal cups on either side of the lamp, 
which not only direct the ray of light downwards but “ scoop ” 
in and deflect down the street rays which would otherwise 
escape sideways and illuminate buildings. 

At a spot where there are four cross-roads, a fitting having 
four such reflectors would be used. The design of these re- 



Fig. 122.—• Combined prismatic and white glass reflector for 
street lighting (A. J. Sweet). 


flectors is based on the assumption that the main object of a 
reflector is to illuminate the pavement and roadway, and that 
it is a mistake to allow any considerable portion of the rays to- 
escape out sideways on to adjacent buildings. 

There remains to be mentioned one interesting attempt, by 
Mr A. J. Sweet, to solve the problem of a unit for street 
lighting. 2 He advocates that the ratio of the height of the 
lamp-post to the distance between two adjacent sources should 
not be more than one to four; if the ratio much exceeds this 
value, it becomes more difficult both to secure uniformity and 
eliminate glare. 

Sweet also came to the conclusion that light entering the 

y Trans. Ilium. Eng. Soc. U.S.A., May 1910. 

2 Jour, of the Franklin Institute , May 1910. 
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eye at angles greater than 30° to the horizontal (the horizontal 
being the normal quality of vision of people walking down the 
street) is of relatively little consequence in causing glare, owing 
to the automatic screening effect of the human brow. He there¬ 
fore devised a unit comprising an inner prismatic globe and an 
outer opal globe, used with a tungsten lamp. The nature of this 
will be understood from fig. 122. The outer opal reflector com¬ 
pletely screens the rays from the eye within the prescribed angle, 
and yet the distribution curve is such as to enable practically 
uniform distribution of illumination between the lamps to be 
obtained. The success of this fixture seems to demand con¬ 
ditions as regards spacing which are not usually met with in 
street lighting, and this perhaps explains why it has not been 
widely used at present. 


Indirect and Semi-inijiuect Lighting. 

The increase in brilliancy of modern illuminants has stimu¬ 
lated interest in the so-called “ indirect ” system of lighting. 

There are two chief methods of carrying this scheme into 
effect. In the so-called 
“ cornice lighting” the 
lamps (usually tubular) 
are concealed beneath the 
white cornice of a room, 
and are usually arranged 
to illuminate a frieze. An 
instance of this style of 
lighting is afforded by the 
lecture-hall of the Insti¬ 
tution of Electrical En¬ 
gineers, London. 

Successful cornice which it illuminates, the rays being diffusely reflected 
into the room. 

lighting needs consider¬ 
able judgment. A common defect is uneven illumination and 
“ spottiness ”; this is difficult to avoid when the lamps are 
placed near the wall. In rooms with low ceilings, the brightly 
illuminated area is apt to come within the direct range of 
vision, and the display (notwithstanding its comparatively low 
brilliancy) of such a large illuminated area may give rise to a 
species of glare. 

A better-known system of indirect lighting is by means of 



Fig. 123.—Sectional view of cornice lighting. 

Thfl li fir'll t is r*onr'Pfl,lA<l mirier fchf» r.nrvfirl 
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lamps suspended in iu^n„l x„ 

distribute the li-h. w-uh the «!„«.- Hn* 

has been utilised in e-eu.-t“'■/ »*»r a l*** 

It was also used neendunnlly ... «.lh -ude,, td.-na-,,? 

lamps, but in ihese rireu.mfn... >.,» ..s^, t« !,• wHy 

used The eu.nin-; of Ih-Iun;- t-,, lamp 1-d .tv iwn.,1 «,th 
?««»wW..nl lie-lit inn. and under th- mini.- >■! ' -y.- n-M vt.-m 



Flo, 1124 *—-Tyj*i**41 it*!(•<*?t*' < i Fe* i *;• lu>ht* t m<im» 

it has been eiiergtsficiilly taken tij» I»y tlir Ifritblt TltmttMi* 

Houston Co. Jndimi itrr llglitirig rMfitfWi " *y*iei*o ItitH 

been made a special fVititirr by fie* 1 mm* Kleetrie < *<♦. b*r *«»!ne 
time. 

Several recent jmjw.?r* and JiritSmtlf minirwlmt 

fully with the merita of direct mid Ifidiiwf lighting* fi«*g»rd#*«l 
as a method of blinding iiniiiwt lighting fullil* e*rmpleMv the 

i Sce|F. W. Wilkr»i % mum, £>w-, le*- S-m v-3. *. r JMi:i, T. W. Uu\ v h, 

Tram. Ilium. Ewj * bV, /\S 4., ,V<* 3!#I./ # T W bmp!-., J d H**ntnugm 
and S. G. Hiblxtn, Tr*m* t lUuu '. nn^ s 
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i'tmrtion «*r wni-iiiii^ the source from Mm eye U nd avoidim 
fiuvct glare, thus giving what is culled a “son,” ]i.r],|, )UH i j, 
c*.»n.hir-iy«. to vary uniform illumination in Mu- working plane 
Du- ddhisioti from a white ceiling enables tin- light t,o pmmtrafi 
to every eonmrof Mm room, and to enter into recesses, cupboards 
pigeon-holes, etc,, when direct light would east, a shadow. It 
certain classes of work, for example, in rooms occupied by iniricati 


mm 


US- r k ‘ 


>■ 




kl‘ , 


Fl«. m. Iinliro-t IikIiIiii« III mi -Mi-c (tl.T.H. “ eye-rimt" Mystcm). 


machinery, this is a decided advantage. Again, the fad, of the 
lighting coming from such n large area is iiilhmntial in avoiding 
^lare from polished surfaces and slightly glazed paper; Mm light 
is considered hy many people to Ik* very convenient, for readhig 
on this account. It has also l**en claimed Miat people working 
hy indirect light are content, with a lower reading illumination 
than is necessary with direct lighting, lint it would appear that 
there is a division of opinion on this point, and there hardly 
sneuts sufficient evidence at present to pronounce 01m way or the 

Oitf* of flu? chiiif limitiitionH of indirect lighting, m usually 
practised, *m itM dependence* on 11 good white ceiling. When the 
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.surroundings uiv dingy and tin* railing is pmumitmif ly <'om posad 
of dark material or pmrm*d tor 4,\ lights, it is usually diflirult 
lo maki* surcivssfti! um* of tlit* umthod with lit*' juvo-ifl aj»jdianna-*. 
lAu* industrial lighting it is po^ihli* t«» roplitrr flu* filing hy 
rnaimdlrd whit** fvlFrturo plac'd iuitm’diulfdy o wt tin* lamp. 
This d**vi<M* appears a! pivsrut in him* hrm most Mirivssful with 
an* lamps. But it is obvious that I la* armt on mhidt flu* light 
is naa*i\od must hr mm*li h-s* iu liwsr nmuiotnurrs so t haf tin* 
diffusion is not so mm | * 1 *" t * * and t h ,4 s** Iftrgr i 1 dl*i‘t«»rs a r** apt to 
In* unsightly. 

Bun* indinai light ing must nunirnlh haul t*» u rmlaiu loss 
of light. Thmv is a md lows nf light iu r*lh-**tion fioin tin* 
ridlifi ,f . mid t h»*n* is also w hat maj !♦*- d^sm-thri! as an apparent 
loss of light dm* to th*' fin*? tlmt a ii’la -1 iv*dv iarg** poitiou of i!i«* 
tolul flux of light is fforosHiirih thrown on ihr iipj«*r p*♦ilion* 
of tin* room, aomparod \\ ifh that dinwfrd on tin* moiling plums 
Jn dim*! lighting. on flu* of in r band, flu* i*oimm*trat ion of flu* 
Iftdit is motv miiipl**f«dy tisalor ronirol. itnd fla* amount of light 
allotted to tin* walh uiul tailing ran la* limited to flint whicdi 
is Mrirtlv ni^i^mry. In an tip to dnfr systmu of dim*! lighting 
with tungstim lumps if is praHirabb* to smio* it forking 
illuttiiitfif ion of 2 ff«*i musidlos with a roitstiiitpf i»it of ah»ut O'f? 
watt pm* wjiiiiru foot. In wisra wlwrr thorn is no m*rd to expand 
iniy light nit llu* tipper part **f t h*- 10011$, uml highly eunrrunating 
npiupiu rHlertors ntiiy In* used, even nior** * results miiy 

lw* itltfitinish With purr indirect lighting ami luugMi'ii huitps, 
oil the other hand. rtlio usually finds that the illiiiiiiiuifion on the 
working plane dors m4 e\ei*«*d I i«#i eiuidle w if 1$ t hr ftlmve 
expenditure I iu id to prmide 2 i**ol randies OH to I watt. per 
sfjfinri* iVtnf would prohiitily la* needed In favourable rirettttt- 
sflllirrH greater rflifiriti'V doubtl«*ss is possible. hut in pntetire tin* 
eoiisiniiptini! of eleHririly with indirect lighting m 

usually lilwiiit twin* that r«**jiiirrd wif Ji I la* direct system. 

in tlir <*n*r of indirect arc lighting, the higher eflieienry of 
til** are light make# the 1 *»hs of light oi loss coiiHeijtirner. In 111** 
innjt#rily of installation* otm obtain*, with 11 consumption of 
OH to 1 ‘2 watt* par sijtiitfr f**ot, 1111 illumination of alauit 4 to fI 
fontomiidlrw; till' " sspfvifk* consumption *' in %v«ttH jut liisnmi in 
tints itkitti tlir wmr* it« in dim*! lighting. 

I tin* fitirnr jitiini that !i*****is to In* Ininu* in ntitid ih that the 
i!tikt«jt« , y of it it intltm*! itislnlhitioti m iij 4 to di*t« 4 riontir its llu* 
wiiIIm anil exiling ditrkmu nn tfiry do Mniu*wliiit niphily in the 
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grime of cities. A lit1h* foresight \ H thercforc necessary on the, 
part of tho iwimuhI periodic retiovaf ion of cleaning the reflect ing 
surfaces should he cite*ui raged, The effect of deposits of dust 
inside the inverted reflector used for indirect lighting must, also 
he considered and demands 
soiiie ingenuity in the design 
of such units. 

An ol yect ion that lias 
Hoinetlines been raised to in 
dim*! light ing is based on 
tin* “ shndowless ” nut are of 
fhe illmniiiiitson Now, the 
shadows thrown by an illti 
minuted ceilingare naturally 
softer than t hose east by 
small sources ; bin it appears 
incorrect to describe the 
system ns “ shadowiest, 
ft Would only be possible 
to obtain complete absence 
of shadow in n loom 1 in vine 
white ceilings, walls, and 
floor, so im to resemble an 
t Ibi ielit globe, An interest 
experiment on thin point 

was described not long ago 1 . 

b\ Mi dllHtUH Krk. I n order Pm, 1 ih <»f art, mom lighted 

to demons!rat** | tu«.i indirect by inverted nr« (.f. Kc;k). 

I;..!,*;,,,, ... Tlir on Hie Oatm* are well marked, 

I 1 | 4 U 1 JI 1*4 W HH llOt mltlUOW less, 4 lwiv»» Oita nf« hung *ld« by aid*! a whltiollKt* nn<l 
ft irliit a sJ* » whit* »t4irr««. Tb*’ **hi»<b*w on tin* JiUOr in quita 

II W Iili* filMf, HIM! spn* It Oj i*% 1*1 fill, that tlik method <4 lighting t« 

t In* mime diameter w ere hung tm 

nid** by ^idi* in a ro mi lighted on iliin system. Photographs of 
thene objects showed «|iiite clearly that while the dine wan 
evenly bright the sphere carried an unmistakable shadow. 
Measurements of the actual surface of the light and dark 
portions were taken, am! the tone ratio wan Hinted to he 
Htihstaiitinlly the same uh that met with in thin room in 
daylight. 

It won hi appear, however, that to many people the extremely 

soft shadows cast by some systems of indirect lighting appear 
iiffiifttiirab and that tie* effect of the bright ceiling and the 
1 tlhrtriehw* mh Mav fblb 
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its to avoid stnations on tin* ceiling, and in the Hritish Thomson- 
Houston X rity mirrored glass surface's concentric wavy rings 
an* used to ivniuvr this defect. Another objection, that tin* 
bowls an* apt, to appear jet-black when seen silhouetted against 
tin* ceiling above them, earn bo met to a, great extent by making 
I In* outer moulded surface of some light material; it is chiefly 
notic'd when a single bowl is used, where there an*, a number 
of fixtures the surfaee of eaeh howl is illuminated by those 
around it. The •• well effect," again, in accentuated by then use of 
very dark walls. On the other hand, an extensive area of very 
bright walls is apt to be frying to the eyes. It is possible that one 
might preseribe a definite ratio between the brightness of walls 
and ceilings that would give the best results. A ratio of about 
o : 1 lias been suggested, Another point to be noted is that 
rooms r *attaining it number of miscellaneous objects on the walls, 
and a fair amount of furniture on the floor, in general appear 
better by indirect light than those which arc comparatively 
empty. Tie* presence of such objects provides a, little contrast 
and shadow and breaks up the monotonous effect. In many eases 
the provision of indirect general illumination, supplemented by 
suitable local lighting, gives good results. Indirect lighting 
seems nl its best when the lighting arrangements arc judiciously 
blended with the architectural features. For example, the use of 
nit inverted bowl under 11 white dome usually gives a more 
pleasing effect than t he spacing of a number of howls under a 
tint white ceiling. 

As mi illustration of the successful combination of direct and 
indirect lighting In this way, wc may mention the methods 
employed in many cinematograph theatres. A particularly good 
instance is the {dictograph of tins West End Cinema Theatre in 
Coventry Street, London, shown in fig. 12fh The dome, in the 
ceiling tb decorated in blue and gold and illuminated by amber 
lights mounted out of sight round the ring-cornice, and the 
panel 8 * round the room are also illuminated by concealed lamps. 
Tin* lighting is pleasant ami appropriate, ami the, use of the 
ring of amber lights round the dome gives a little variety and 
helps to remove any impression of u flatness” which might 
otherwise exist. 

Indirect methods of lighting with gas have been compara¬ 
tively seldom used in England. A few installations have been 

described in America, and the method has been tried with 
apparent success in some of the gas-lighted schools in Germany. 
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In figs. 130-133 we reproduce some tyjtical semi-indirect 
units. In most cases the under globe is made of some form of 
white glass. A number of units are now constructed having an 



\ 


Fig. 130.—Semi-indirect unit for tungsten 
lamp (Benjamin Electric). 

Some of the light is transmitted^ through the 
lower diffusing glass bowl. The remainder strikes 
the enamelled white reflector above, the actual 
filament being hidden. 



Fig. 131 .—Typical semi-indirect arc 
lamp (Union). 

Some of the light passes through the lower 
iff using glass hemisphere, but the larger portion 
passes upwards to illuminate a white ceiling. 



1U«. Idz.—llolopham* prismatic glmn hi-ini- 
imliraot unit. 

Approx. 75 par cant, of the light in directed 
upwards. The greater part of the remaining 
25 per cent, is transmitted through the prlmuitin 
glass into the room. 


upper white enamelled reflector, designed to receive and “ spread ” 
a certain portion of the light. When mounted direct on the 
ceiling this portion of the fitting is inconspicuous, but it is apt to 
give rise to unsightlyjshadows when hung some distance below 
it. The advantage ^claimed for theserefiectors is that they 
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render the unit less dependent on the nature of the ceiling, 
though naturally a white surface is still a great advantage. 

The Sugg semi-indirect fitting shown in 
fig. 133 is selected as an illustration of the 
application of semi-indirect lighting with gas. 

In appearance it is very similar to many 
electric units. 

The gas is introduced by means of a 
flexible tube passing through one of the 
chains, and a second tube passing through 
another chain goes to the by-pass. The third 
chain may, if desired, carry a pneumatic tube 
or Telephos wire so as to enable the lamp to 
be controlled from a distance. ^ 

There has been some discussion as to the indirect gas-lighting 
proportion of direct light that should be used umt * 
in the semi-indirect system. The general view appears to be 
that at all events the greater part of the illumination should 



Fro. 134.—Illumination of a drawing-room on the semi-indirect 
lighting system (Holophane unit.) 


be indirect; otherwise much of the advantage of the system 
will be lost. 1 T. W. Rolph has studied this question experi- 
1 Trans. Ilium. Eng.'-Soc. U.S.A., Nov. 1912. 
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mentally, and came to the conclusion that the direct compound 
of the horizontal illuminaiion should preferably not exceed 
15(ja 18ir igo° 15 per cent. By block- 

ing out different zones 
of the ceiling with dark 
cloth he has also sought, 
135 to ascertain the h(‘st dis¬ 
tribution of brightness 
i 2 o n thereon, and the ideal 
form of polar curve, 
lore which we have repne 
^ r) duced in fi1H5. This 
was obtained in a room 
20 A feet square and 10 
feet high, the distance 

60 ° 30 ° 0 3 ° a co ° . of the. rim of the in- 

Fig. 135.—Ideal form of curve for semi-indirect r ,x i i rl (* . * i 

lighting, designed with a view to producing VeXted OOWI I1 OIU tne 

the percentage of direct light most satis- ceiling beiim H feet. Tim 
factory for shadows (Rolpli). . , *"*« .. 

J r coefficient ot reflection 

of the ceiling was approximately 74 per cent. It will be 
observed that the shape of curve is practically equivalent to 


MM 
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Fig. 136. A view of un American restaurant lighted l.yX-ruy u„itH. 

mdireefc lighting, the direct component being only about U pm 

0f *• total « light ho,,, the mm-J TI,„ «X! 
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apparently takes the view that the direct component is chiefly 
valuable in order to provide a visible source, and for decorative 
effect. These conclusions are interesting, but in view of the 
variation of interiors, and the widely different purposes for 
which semi-indirect lighting is used, it would probably be best 
not to attempt any very rigid prescription at present. 

There is one novel method of direct and semi-indirect lighting, 
which seems to have interesting decorative possibilities, which 
has recently been developed—namely, “ pedestal lighting/’ A 
room may be illuminated by translucent reflectors mounted on 
pedestals or columns and throwing most of their light on the 
ceiling. Fig. 136 shows the dining-room in an American hotel 
lighted in this way. The lamps are concealed in “ X-ray ” 
reflectors, mounted in white pedestals well above the eye level, 
and the effect is said to be very pleasing. 

Miscellaneous Lighting Appliances and Fixtures. 

In conclusion a few words may be said on shades and 
reflectors for special purposes. The types of reflectors described 
previously were designed mainly for “ general lighting.” But 
there are many instances in which it is desirable to concentrate 
the light in a special way and to light up only a limited area. 

One of the most familiar examples is the stage, where the 
footlights concentrate the light on the actors but conceal the 
sources completely from the audience. Similarly, in lighting a 
shop window, trough reflectors, containing a row of electric 
incandescent lights, may be mounted above the window, con¬ 
centrating the light on the goods below but screening the lamps 
completely from the eyes of the prospective customer. The best 
shape for such reflectors varies according to the height and 
depth of the window. Occasionally they may be hung in full 
sight of the people on the pavement, and are then usually made 
of some appropriate translucent material, and may be used to 
carry a name or trade-mark, or to convey some information to 
the prospective consumer. In fig. 137 we give an illustration 
of a novel gas-lighting fitting, containing a row of inverted 
mantles, flanked with plates of mirrored glass. This has a strong 
concentrating effect. 

Sometimes it is desired to direct the light over a still smaller 
area. This occurs in connection with fine engraving, jewellery, 
and microscopic work, and it is usual in these cases to fall back 
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on a lens system and, if possible, to use a source of small area. 
There are also many industrial operations in which small cutting 
tools and needles require a strong local illumination at the point 

of contact with the material. Fig. I AH 
ft) shows an ingenious system so used in 

Q* , connection with sewing-machines, the 

source consisting of a small tungsten 
lamp fed from a battery of accumulators. 
The essential idea in such cases is to get 
the light away from the eye and bring 
tMlHHnp it close to the work. Jewellers soine- 
times use a bottle of green-coloured 
water with a lamp behind for the* same 
Fig. 137.—Sugg window re- purpose. For etching and lithography 

fleeting light, containing wor |r 0 n the other hand, where the 
a series of inverted ’ . , . . . .. 

mantles inside a rec- operator works mamly by the aid oi 

tangular mirrored reflec- ^ reflected light on a more or less 
tor, and furnishing a H 

strong downward illu- polished surface, a source ol light spread 
sh“dowf able fol ' over a large area (y. a lamp 

placed behind a sheet of semi-trims- 
lucent paper) may be preferred. 

The devices' used for concentrating light in the optical 
lantern, the searchlight, and the cinematograph form a very 
specialised section and 

constitute lens and sys- J P^-o--— 

terns rather than re- j ] 

flectors. The chief need 

here is for a very small /—j ffir - —-—7 \Ail 

concentrated source. It / 

is possible that the / C —.— —— ——.. -J \ 

advances in making 

tungsten lamps with Kl „. 18 s.-Ar«L,,K W « M .nt .rf'HHmll 4-v„l t oWHo 

very compact filaments glow-lamp for tlm local lighting of ^wing- 

may lead to develop- machines. 

> * 11 • 1 n The source is go near to the point of work that it very 

mentS in this Class OI intense illumination results (9 to *27 foot *cit ml }***♦>. The 

__system lias tlio great advantage of eaatin« the shadow i.f 

work. -there are also the needle-holder in the right (lirectiwi. lb*imrl 

many problems in in- ofILM - (illiut Insi ' ,!Ct,,r,,tF “ t,irl “- '«»•> 
dustrial lighting where the use o£ such filaments with appro¬ 
priate reflectors would give a welcome gain in concentration. 

There is room for careful design in connection with portable 
lamps, standards for reading-desks, desk lights, etc. The 
essential points to be observed in such cases are that the lights 


the optical 
orm a very 


Fig. 138.— Arrangement of small 4-volt electric 
glow-lamp for tho local lighting of wwing* 
machines. 
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Fig. 139.— Device used for etching and litho¬ 
graphy at the Arts and Crafts School. 

The light is placed within sheets of translucent 
diffusing paper. 


should be completely screened from the eyes of the reader, and 
the illumination over the desk should be as uniform as possible. 
It is a common defect for the illumination to be unequally dis¬ 
tributed—too bright in 
some places and insuffi¬ 
cient in others. Such in¬ 
equalities can be avoided ^^rnrrrrJ) 

by correct design. 

Besides distributing 
the light uniformly, re- 
hectors used with port- 
able lamps should be 

arranged so as to avoid __ 

“ striations,” which are 

particularly trying to Fl0 . 139 .- Device used for etching and ]itho- 
the eyes in close work. grapliy at the Arts and Crafts School. 

Theoretically quite small The llght 18 pla< d^uing paper! 8 ° f tranalucent 
units, such as 8-c.p. 

lamps, should be sufficient to give a high uniform illumination 
over a considerable desk area. With an appropriately designed 
unit the use of frosted or slightly opalescent surfaces is quite 
permissible, and is an effectual means of overcoming striations. 

[ One not infrequently meets 
JOL A with cases where the shade 

0FL is brought down close to 
' ✓ ^p r^LJ ^he desk, giving an illumina- 

'' ~ tion of 50 or even 100 foot- 

x ^ ^ candles, a value which is 

^ | surely excessive for ordinary 

reading and writing. It is 
sometimes advocated that 

Fig. 140. —Globe of green liquid sometimes s ^ an d lamps in libraries 
used by jewellers and engravers to focus should be adjustable, SO that 
the light on the spot where work is done. readers can ammge the 

intensity of the light to suit their convenience, but it may be 
questioned whether this is necessary if a reasonable illumination 
of 3 to 5 foot-candles is provided. There are special classes of 
work, such as tracing fine diagrams in drawing-offices, where a 
considerably higher illumination is doubtless needed; for such 
work a highly concentrated opaque reflector may be used and 
should preferably be adjustable. This enables the draughtsman 
to work with an illumination of about 5 foot-candles for large 
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work, but to increase this value when he has to deal with 

^^htre 1 ^ also a demand for fixtures intended to illuminate 
laro-e vertical surfaces, such as pictures, bill-boards etc By 
usinc suitably spaced parabolic reflectors, at a moderate distance 
from” the surface, a powerful and fairly uniform illumination 
can be obtained. Appliances of this kind arc very usual op 
the external lighting of shop windows, and they arc also 
cominor into use for illuminating advertisement boardings, maps 
and sTmis outside railway stations, etc. In some cases the 
back of” the reflector can be made of some translucent material 
such as thick opal glass, forming a luminous screen on which 
the name of a shop or any other information can be m,scribed. 
Flame arcs and high-pressure gas lamps are now irc<|Uently 
provided with these reflectors, and in these circumstances the 
conditions of illumination are more satisfactory than when the 
full blaze of the lamps is allowed to stream into the streets. 

When the reflector can be placed at a moderate distance 
from the surface to be illuminated, this type of unit does its 
work very well. For certain classes of work, cjj. lighting 
placards in school-rooms, some authorities consider it desirable 
that the source should not be too near. Otherwise the rays, 
striking the surface so obliquely, are apt to illuminate small 
particles of chalk and dust, giving rise to a species of “ luminous 
haze.” This would interfere with the distinctness of the 


diagrams and figures marked on the board. 

On the other hand, there are certain cases--for example, the 
lighting of pictures—in which the arrangement is apt to appear 
clumsy if the source projects to any great extent. As an 
instance of line reflectors designed to give uniform illumination, 
we may mention the Holophanc Uniflux reflector, dcscrH>ed 
before the Illuminating Engineering Society by Mr V. H. 
Mackinney in 1911. This consists of an opaque mirrored glass 
reflector, with a contour specially designed to give uniform 
illumination over a vertical surface. It is conveniently used 
with tubular sources of light. The course of the rays will he 
understood from fig. 141c. Provided the distance of the source 
from the surface is correct, the illumination is said to be very 
uniform, practically all the light being concentrated over the 
area to be lighted. Under these circumstances it only requires 
quite a small flux of light to illuminate a large area. A length of 
any prescribed number of feet of this reflector is used, according 
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to the width of the area to be lighted. The expenditure in 
electrical energy and in lighting such a surface would be about 
0'5 watt per lumen with ordinary electric metal-filament lamps. 
For example, to light up an area of 100 square feet with an 
illumination of 5 foot-candles should not need more than about 
250 watts. This reflector is specially adapted for picture lighting. 
The source of light is completely concealed from the eye. and the 



Fig. 141a.—H oi ophane Uniflux reflector 
for shop lighting. * 



Fig. 141b.—H olophane Uinflux reflector 
for hoarding lighting. 



Fig. 141c. —Showing course of 
rays of light reflected from 
the Unifitix surface. 


distance of a source from the surface is so selected that the 
observer, when looking towards the illuminated area in the 
ordinary way, does not see any troublesome images of the source 
in the glass. 

A great deal might be said on the design of purely 
ornamental types of shades and fixtures. There,are often cases 
in which the idea of high efficiency has to be subordinated to 
the production of something tasteful and decorative. An 
instance in point is afforded by the development of illuminating 
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engineering in Japan, where the people have been used f 
years to the soft and mellow light of lanterns, and are 
prefer the soft hues of illuminated silk and paper rati 
the sparkle from metal and glass. It seems highly 
that in that country, where the decorations of silk ai 
are a traditional art, illuminating engineering will pr< 
somewhat different lines from those in Europe. As an 
of such special design we may take lig. 142, which il 
some decorative fixtures, the design being adapted f 
Chinese. Fig. 143 shows one of the central chand 



Fig. 142.— Corridor in the Royal Pavilion, Brighton, illumina 
by lamps in silk-shaded oriental lanterns. 


a banqueting-room, where the shades are made of 
glass in imitation of Chinese lilies. An interesting : 
the dragon at the top of the chandelier. In the 
ornamental lanterns are used and the effect is deck 
and pleasing. 

Quite simple devices are sometimes used with excel' 
For example, in one of the best known theatres in 
lighting on the landings is carried out by a light pla 
a sheet of light canvas stretched on a frame and a< 
such a manner as to screen the eyes of people comi 
stairs, but to transmit sufficient light on the carj 
Another contrivance that has occasionally been used ii 
is the provision of lamps in little niches in the wall, 
covered by decorative diffusing glass. Some novel de 
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recently described by Dr H. E. Ives. 1 Among these are the use 
o£ large paper surfaces (not unlike inverted Japanese umbrellas} 
under a central fitting. Ives has also experimented with curved 
wall reflectors having a matt surface, which, when illuminated,, 
returns the light into the room in somewhat the same way 
as daylight is received from the average window. 

Finally, a few words may be said on the general design of 
fixtures, which has frequently 
to be worked out conjointly 
with the globes and shades. 

Here, again, there are often 
cases where the illuminating 
engineer should not insist too 
strongly on high efficiency. An 
antique chandelier may often 
be preferred and retained on 
account of its associations, in 
spite of the fact that it is in¬ 
convenient and a very imperfect 
device for the distribution of 
illumination. Many of the old 
cut-glass chandeliers used in 
large rooms decorated in the 
French style are open to criti¬ 
cism from a utilitarian stand¬ 
point, and, in themselves, might 
even be considered inartistic. 

Nevertheless they may be 

essential to the general scheme FiG. 143.—Chandelier ill the Chinese style 
„ . . & (banquetmg-room at Royal Pavilion, 

or the interior m order to carry Brighton). 

% out the general style and period 

to which it belongs. As an instance, we recall the very large 
chandeliers used in some of the rooms in the palace of Versailles. 
Moreover, it must be remembered that such fixtures are often 
valued for their appearance by daylight; cut-glass appears at 
its best under these conditions. If the lighting expert is to take 
a share in the illumination of old interiors of this kind, he should 
understand thoroughly the architectural style and study how 
the architectural and artistic aspects of the problem can best be- 
reconciled. The imitation antique lanterns and statuettes found 
in modern catalogues afford an opportunity for practical skill in 
1 Trans . Ilium. Eng. Soc. U.S.A., June 1913. 
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wiring as well as taste. We have met with cases in which the 
designer was apparently out of touch with wiring matters, and 
allotted so little space that it was hardly possible to draw in the 
wires without spoiling the insulation; on pressures of 220 to 240 
volts, which are not unusual in England, a short circuit, with a 
possible danger of fire, might be caused in this way. 

The question of the introduction of modern illuminants in old 
mansions and in buildings of architectural historic importance 
is a difficult one. One frequently meets instances where the old 
illuminant is stubbornly retained and gas and electric lighting 
are denied entrance, and one can understand the feeling which 
leads to such a decision. On the other hand, there are cases 
in which highly modern and tawdry fittings and inferior work¬ 
manship are responsible for incongruity, the architect having 
apparently resigned himself to the innovation but abandoned 
.all hope of carrying it through in an artistic maimer. The 
claims of modern comfort are making themselves felt, and every 
year the number of these old buildings clinging to the old 
illuminants becomes less. In many cases the change; can be 
made without any incongruity being evident, and the skill of 
the lighting expert should be applied to reconcile the claims 
of practical convenience and artistic effect. 

In speaking of fixture design the mind naturally turns first 
to interior lighting. Yet it may safely be said that the oppor¬ 
tunities for creative skill in connection with outdoor illumination 
are quite as great. We shall return to this matter in Chapter X. 
Meantime, it may be said that the charm of a city by night is in 
a great measure dependent on the way it is lighted. It cannot 
be denied that the design of many existing lamp-posts and wall 
fittings might be improved. 

Both indoors and outdoors there is ample opportunity for 0 
the lighting engineer gifted with the artistic sense. 
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PROBLEMS IN INTERIOR ILLUMINATION. 

General Recommendations on Illumination—Consumption of Gas, Electricity, etc. 
to produce a given Illumination, with direct, indirect, and semi-indirect systems 
—Effect of Reflection from Walls and Surroundings on such Calculations—In¬ 
tensity of Illumination required for various purposes—“ General ” and “ Special ” 
Illumination—Shadow-effects and the Direction of Light—Local and General 
Methods of Illumination—Comparison of Natural and Artificial Light—Domestic 
Lighting: Illumination of Halls, Drawing-room, Dining-room, Bedrooms, etc.— 
Lighting of Clubs, Hotels, and Restaurants—Lighting of Banks, Offices, etc.— 
School Lighting, daylight problems and artificial illumination—Library Lighting, 
requirements of various classes of libraries—Recommendations of Committee of 
the Illuminating Engineering Society on above subjects—Industrial Lighting, 
the value of good illumination as a hygienic and economic necessity and as a 
means of preventing accidents—Conditions of Illumination required in various 
types of Factories—Lighting of Halls, Concert Rooms, Theatres—Hospital 
Lighting, illumination of wards and operating tables—Problems in Church 
Lighting, the reconciliation of aesthetic and practical aspects in various places 
of worship—Illumination of Picture Galleries and Museums—Shop Lighting, 
distinction between Advertisement Lighting and Illumination of Contents of 
Show-windows—Lighting Conditions inside the Shop, and requirements of large 
Stores—Lighting Installations for Games played under cover—Illumination of 
Gymnasiums, Lawn-tennis Courts, Squash - racquet Courts, etc.—Decorative 
and Spectacular Lighting and the Production of Scenic Effects. 

When we come to consider general problems of illumination we 
find that success is dependent mainly on two factors—the correct 
positions of lights and effective shading. Much that has been 
said in the last chapter might equally well have been included 
here. Anyone who understood the design and use of globes, 
shades, and reflectors should he able to form a fairly definite 
idea of the main essentials of good lighting. 

In this chapter we propose to discuss a number of miscellane¬ 
ous problems, which will illustrate the value of the suggestions 
made in the last chapter. But before doing so there are one 
or two points that deserve a little elaboration. 

At this stage we cannot do better than repeat some simple 
rules of good lighting preserved in a recent publication issued 
under the auspices of the Illuminating Engineering Society. 1 

1 Light and Illumination: their Use and Misuse , reprinted from the Illu¬ 
minating Engineer , London, Dec. 1912. 
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SOME SIMPLE RULES OF GOOD LIGHTING. 

Don't loork in a flickering tight . 

An unsteady, flickering illumination is extremely trying to the eyes. 

Don't expose the eyes to unshaded lights in the dived range of vision. 
Glare from brilliant unscreened sources of light is prejudicial to 
eyesight, and prevents you from getting the best results from 
the illumination provided. Lamps should preferably he placed 
fairly high up in a room out of the direct range of light. If 
local lights, low down and near to the eyes of the worker, are 
used, they should be covered by a suitable opacpic shade. Do 
not read facing the light. 

Don't judge illumination by the brightness of the lamps. 

Do not think because a lamp looks glaring and brilliant that it 
is giving you a good light. It may be merely giving too much 
light in the wrong place. On the other hand, a well-shaded 
lamp may look dim because it is well shaded, and may still be 
giving a first-class light to work by. 

Avoid excessive contrasts . 

If you use a table lamp to provide a strong local illumination, 
do not leave the rest of the room in complete darkness. Provide 
a moderate general illumination. 

Use the right type of globe , shade , or reflector . 

Some forms of globes and reflectors are intended to diffuse the 
light evenly in all directions; others concentrate the light 
mainly in one particular direction. See that you get the kind 
of shade which the local conditions demand. Avoid very 
shallow reflectors, such as only cover part of the lamp. 

Make sure that the illumination is snflicient. 

Proper illumination should he provided on the spot where work m 
actually carried on. 2 to 3 foot-candles is usually enough to read 
by. More is needed for special fine work, and when the materials 
to be illuminated are dark iri colour and reflect little light. 
Rooms with dark walls and ceiling require a greater illumination 
than those in which the surroundings are light in tint. 

Keep lamps , globes , and reflectors clean . 

Accumulations of dirt on lamps, chimneys, globes, etc., absorb 
and waste a great deal of light. 

Make sure that lamps are in the right position. 

When selecting the positions for sources of light, consider 
carefully what purpose they are to serve, and remember the 
motto, “ Light on the object, not in the eye.” See that the 
light comes from the best direction, and that it does not give 
rise to inconvenient shadows. 





PROBLEMS IN INTERIOR ILLUMINATION . 323 

Consumption - of Gas or Electricity to produce 
a Certain Illumination. 

In comparing methods of lighting it is necessary to state not 
only the consumption of gas, electricity, etc., but also the amount 
of illumination provided. In a very large number of practical 
cases we wish to distribute the light evenly all over the room, 
and it is then possible to specify the consumption of electricity 
“per lumen on the working plane” '{i.e. per foot-candle per 
square foot of area illuminated). 

When the light is less evenly distributed one can often form 
a fair idea of the average illumination over the area to be lighted. 

On this basis we may summarise the results given in previous 
chapters as follows:— 


Specific Consumption for Various Systems of Lighting. 1 


Illuminant. 

System of Lighting. 

Specific consumption per lumen on 
the working plane {i.e. per foot- 
candle per scp foot illuminated). 

Gas . . | 

Direct (low pressure) . 
Direct (high pressure) . 
Indirect (low pressure). 
Indirect (high pressure) 

0*01 -0*02 cu. ft. per hr. per lumen. 
0*003-0*01 

0*02 -0*04 „ „ 

0*005-0*02 

Electricity - 

Direct — 

Tungsten lamps . 
White carbon arc . 
Flame arc 
Semi-indirect — 

Tungsten lamps . 
Arc lamps (white 
. light). 

Indirect — 

Tungsten lamps . 
Arc lamps (white 
light). 

Moore tube . 

0*2 -0*3 watt per lumen. 

0*1 -0*2 „ 

0*05-0*1 ,, 

0*3 -0*4 „ 

0*15-0-2 „ 

0*4 -0*6 „ 

0*2 -0*25 „ 

0*4 -0*8 „ 

Acetylene . 

Average direct lighting 

0*01-0*02 cu. ft. per hr. per lumen. 

Petrol-air gas 

Average direct lighting 

i 

A consumption of 1 gallon of petrol 
per hour would give 10,000- 
20,000 lumens. 


1 A similar but somewhat more elaborate table is given in Uppenborn 5 s 


Lehrbuch der Photometric , p. 179. 
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We give these rules as a very rough basis on which to form 
an idea of the consumption necessary to give a convenient 
illumination in a room of specified size. Much naturally depends 
on the type of reflectors used, and the proportion of light allotted 
to the walls and ceiling in comparison with the “ working plane.” 
The figures given above are based mainly on data obtained from 
a number of up-to-date installations, and it is assumed that 
good modern types of fixtures, suitable for the purpose in 
view, are employed. In one respect this system of comparison 
is not quite fair to indirect and semi-indirect systems, since it 
leaves out of account the larger amount of illumination given 
to the walls and ceiling. In interiors where vertical surfaces are 
used, such as pictures, bookcases, etc., requiring extra light, this 
should be borne in mind. The same remark applies to the Moore 
tube system, which naturally emits much more light in the upper 
part of a room than a series of lamps in reflectors would do. 

One finds that the conditions of illumination have already 
become partially standardised in the case of the more systematic 
methods of lighting. For example, in an average installation of 
tungsten lamps with good translucent reflectors, a consumption 
of 0-5 watt per square foot and an illumination on the working 
plane of 2 foot-candles is very usual. On the other hand, the 
illumination in rooms lighted with inverted gas mantles is usually 
somewhat higher, perhaps 3 to 5 foot-candles. Most rooms lighted 
with inverted arcs, again, receive about 0 - 8 to 1 watt per square 
foot and an illumination of 4 to 6 foot-candles. In acetylene and 
petrol-air gas lighting for country houses, etc., 1 to 2 foot-candles 
is more usual. In these cases the illumination provided is to 
some extent a consequence of the size of the units available. 

Effect of Walls and Sukhoundinok. 

It is comparatively easy, as we have seen in the previous 
chapter, to arrange the spacing and height of units so as to get 
an even illumination of a certain intensity, and when a moderate 
general illumination, supplemented by strong local lighting, is 
demanded, we can readily calculate from the polar curve what the 
illumination immediately under a unit hung at a certain height 
will be. 

In the published data relating to various systems of lighting 
the effect of reflection from walls and surroundings is usually 
left out of account, and it may be necessary to multiply the 
results by a suitable factor. 
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The effect of reflected light from surroundings was investi¬ 
gated by Dr Sumpner nearly twenty years ago. It is discussed 
by Dr Louis Bell 1 as follows:— 

If the radiant in a closed space furnishes a certain quality of light, 
L, then the strength of the illumination produced at any point within 
the space will depend, if the walls are non-reflecting, simply on the 
amount of light received from the radiant, in accordance with the law 
of inverse squares. If the walls reflect, then the total illumination at 
any point will be that received directly, L; and in addition a certain 
amount, ItL (where k is the coefficient of reflection), once reflected ,* a 
further amount, k 2 L, twice reflected, and so forth. The total illuminative 
effect will then be— 

L(1 + k + k 2 + h* . . . k n ). 


As k is obviously always less than unity, this series is convergent upon 
the limiting value L/l—&, which expresses the relative effect of the 
walls in reinforcing the light directly received from the radiant. 

A good idea of the practical amount of help received from diffusion 
may be gained by computing the effect for various values of k. The 
following table shows the results for values of k between 0*05 and 0*95 :— 


k. 

0*95 

*90 

•85 

*80 

•75 

*70 

•65 

•60 

•55 

•50 

•45 

•40 

•35 

•30 

•25 

•20 

T5 

•10 

•05 


1 -k' 
20*00 
10-00 
6-66 
5*00 
4-00 
3*33 
2*85 
2*50 
2-22 
2*00 
1*81 
1-66 
1*53 
1*42 
1-33 
1*25 
1*17 
1T1 
1 05 


In practice the operation of reflection is, of course, much 
more complicated, for the walls, ceilings, dados, and furniture all 
differ in reflecting power, and their effect would have to be 
separately considered. It is also to be expected that the effect 
of surroundings will depend to a considerable extent on the size 
of the room. Moreover, the effect will obviously vary according 
1 The Art of Illumination . 
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to how much of the light strikes tlie walls and ceilings. If an 
interior is lighted entirely by lamps in opaque reflectors hung 
at a low- level, the upper parts of the room are in complete 
shadow, and the nature of the ceiling is of small consequence; 
on the other hand, in an indirect installation, where the light is 
thrown straight upwards on the eeiling, its reflecting power is a 
verv vital matter indeed. 

Even in the case of direct lighting with translucent reflectors 
the results will naturally differ according as scattering or con¬ 
centrating glassware is used. -A table presented by Mr V. H. 
Ilackinnev at a meeting of the Illuminating Engineering Society 1 
contains some results obtained in a small room with various 
Holophane reflectors. 

The following table has been used by some firms interested 
in illuminating engineering, and is a rough guide to the probable 
increase in illumination :— 


Condition of 
Ceiling. 

Condition of 
Walls. 

1 

Increase over 
Calculated 
Illumination. 

Very dark. 

Very dark. 

1 

0 per cent. 

Medium. 

jj 

15 „ ! 


Medium. 

40 „ 

Very light. 

Very dark. 

30 „ 


Medium. 

55 „ 

V 

Very light. 

80 „ 


This table, however, takes no account of one very important 
factor—the size of the room. In very large halls the reflecting 
surfaces are distant and add little to the illumination; in a 
small room reflection from surroundings may have a very 
marked effect. 

Evidently the system of decoration used is an important 
factor. It is often singularly difficult, even by using a very 
powerful illumination, to produce a satisfactory effect in a room 
having very dark walls, which reflect little light. The fact of 
the surroundings being so subdued gives the impression that the 
room is underlighted, and the lack of proper diffusion has in¬ 
convenient practical consequences. In a room with light walls 
rays are reflected from all directions, and the room gives an 
impression of being “ filled with light,” as it is in the daytime. 
These rays strike solid objects from all quarters, illuminating 
1 Ilium. Eng., London, vol. iv., 1911, p. 362. 
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them completely and giving a proper perspective and “ body,” 
which satisfies the eye. The shadows also are softened. But 
when the surroundings are dark we have to depend entirely on 
direct reflection, and an object is rarely completely lighted as it 
would be in daylight. Deep and harsh shadows are thrown by 
objects and projections in the room, and in many instances they 
are decidedly inconvenient. 

There are, of course, instances in which the illuminating 
engineer is ashed to light old interiors panelled in dark oak or 
surrounded by sombre tapestry, and must do the best he can. 
In such cases it is preferable, when the dimensions of the room 
permit, to use large sources in which the light is spread over a 
considerable area, so as to soften the shadows and, to some 
extent, make good the lack of reflecting power. But in new 
buildings, and in schools, offices, and factories, etc., where the 
scheme of decoration and colour of the walls and ceiling are 
optional, light tints are certainly preferable. 

Intensity of Illumination required for Various Purposes. 

The most approved method of specifying the amount of light 
needed for any operation is to state the actual illumination on 
the spot where the w r ork is carried out. For example, we find a 
general recognition that for ordinary reading and writing the 
illumination on the desk or table should not be less than 2 to 8 
foot-candles. The intensity of the illumination in other parts of 
the room is usually less important, although naturally one would 
provide enough light to enable objects to be clearly distinguished, 
and to avoid unduly severe contrast between the subdued sur¬ 
roundings and the brightly illuminated desk. 

Rules based on the provision of a certain candle-power per 
square foot of floor area, or per cubic foot of space in the room 
to be lighted, are still sometimes quoted. But this is only a very 
rough guide, since nothing is said as to the distribution of the 
light, nor the effect of the reflectors used with the lamps. It is 
quite possible, if the shading of the sources is not properly 
studied, that a large number of lamps of high candle-power 
may be used and yet a very poor illumination obtained at the 
spot where it is needed. 

The amount of illumination required naturally depends 
mainly on the purpose to which a room is to he put. In general 
all one attempts to do is to state the minimum desirable. A 
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distinction may at once be drawn between the “ general illumina¬ 
tion " and the “special illumination ” required for particular 
purposes. A certain minimum general illumination is required 
in order to enable people to see their way about, to dis¬ 
tinguish relatively large objects, and to do simple work, such as 
does not impose any considerable tax on the eyes. An illumina¬ 
tion of this order should be provided in yards, corridors, railway 
platforms, and in parts of the room where no detailed work is 
carried out and people merely pass to and fro. 

There seems to be a general recognition that the value in 
such cases should not be less than about 0*25 to 0*5 foot-candle, 
and 1 foot-candle would certainly be ample. (This illumination 
is usually specified to be measured in a horizontal plane 1 
metre from the floor.) 

In considering the special illumination required for specific 
purposes we find endless variety. In comparatively few cases 
has the amount of illumination that is strictly necessary 
been aSturately determined. If one visits a number of work¬ 
shops of the same class, one finds absolutely identical opera¬ 
tions being carried on with widely different intensities of light; 
and only in a few instances is there yet any evidence of 
standardisation. 

As stated above, there is fair agreement that 2 to S foot- 
candles is sufficient for ordinary reading and writing. It was 
explained in Chapter Y. that the human eye becomes more 
or less saturated at this point, and any further increase in 
illumination does not lead to a great improvement in visual 
acuity. 

For the study of very fine print and the tortuous and intricate 
lettering of oriental languages, and for reading music and short¬ 
hand, a somewhat higher value would usually be considered 
necessary, and also for reading distant notices, placards, figures 
on a blackboard, etc. Again, in drawing-offices, where the tracing 
of fine lines is done, 5 or even 10 foot-candles would probably 
not be excessive. 

\\ hen we pass on to more minute work we find a demand 
oi a higher illumination still. Watchmakers and engravers not 
infrequently use a concentrating reflector or lens giving 20 SO 
or even 50 foot-candles. 

Finally, it must be remembered that there are many cases— 
s ow window lighting, spectacular and advertisement illumina¬ 
tion, etc.—where the light is provided for the sake of a display, 
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and the amount that is strictly necessary for the purpose of 
merely enabling things to be seen can profitably be exceeded. 

In applying these data we must not lose sight of the fact 
that the item with which we are most intimately concerned is 


Table VII. — Maximum Foot-Candle Intensities eecommended foe 
Various Classes or Service. 


Art gallery (walls). 

50 

Museum .... 

3*0 

Automobile showroom . 

6*0 

Office (general) 

4*0 

Bank (general) 

2-0 

Power house .... 

2*0 

Bath (public) : 


Railway carriage . 

2*0 

Dressing-rooms 

1-0 

Reading (ord inary print) 

4*0 

Swimming-bath 

2*0 

,, (fine print) 

6*0 

Billiard room (general) . 

1-0 

Residence: 


„ table 

15-0 

Porch 

0*5 

Courts: 


Hall (entrance). 

1*0 

Squash .... 

60 

Drawing-room . 

1*5 1 

Tennis .... 

6t) 

Sitting-room 

1*5 ! 

Church. 

3-0 

Dining-room (general) 

0*5 ! 

Desk ..... 

40 

(Local on table) . .. 

4*0 

Drawing-office 

8-0 

Kitchen .... 

2*0 

Drill ball .... 

30 

Bedroom (general) . 

1*0 

Engraving .... 

10-0 

Dressing-table . 

4*0 | 

Factory : 


Restaurant .... 

3*0 

General illumination only 


Rink (skating) 

3*0 

where additional special 
illumination of each 


School: 

Glass-room 

3*0 

machine or bench is 


Corridor .... 

0*5 

provided 

1*5 

Sewing. 

6*0 

Local bench illumination 

1 4*0 

Shop window : 


Complete (no local illumina¬ 


Light goods 

8*0 

tion) .... 

| 4*0 

Medium goods . 

16*0 

Garage. 

' 2*0 

Dark goods 

, 20*0 

Gymnasium .... 

2*5 

Shops (interior): 


Hospital: 


Light goods 

5*0 

Corridors .... 

0*5 

Dark goods 

10*0 

Wards (with no local 


Station (railway) . 

2*0 

illumination supplied) . 

1-5 

Street : 


Wards (with local illumin¬ 
ation supplied) 

*5 

Business (not including 

1 ight from shop win¬ 


i Operating table 

12*0 

dows, etc.) . 

0*5 ‘ 

Laundry .... 

1*0 

Residence .... 

OT » 

Ironing table . 

4*0 

Country roads 

0*05 ' 

Library : 


Studio. 

4*0 ; 

Stock room 

1*5 

Theatre: 

, 

Reading-room (with no 


Lobby .... 

3*0 j 

local illumination) 

4*0 

Auditorium 

2*0 ! 

Reading-room (with local 


Train shed .... 

1*0 

■ illumination) 

1*0 

Type-setting .... 

8*0 

Market ..... 

3*0 

Warehouse .... 

15 

j Moving-picture theatre . 

20 

Wharf. 

1*0 


The minimum values used should not be less than half the maximum 
values stated above. 
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the actual amount of light entering the eye. For example, a 
person reading an age-stained parchment would require much 
more Ihdit than if he were examining type on a clean white 
p;i^e. For when such parchment receives the specified reading 
illumination it reflects hut little light freely upon it, and its 
actual brightness is really very much less than that of a good 
white surface. 

Again, in trades involving work on dark materials an 
akn finally high illumination is needed. A person doing needle¬ 
work on dark clothing, having a reflecting power of only 5 
t<» 111 per cent., might require as much as 50 foot-candles. 

The state of adaptation of the eye should also he considered. 
The above figures apply to normal conditions. A person who 
has spent a long time in a dark room and whose eye has become 
adapted to the feeble light, can see by a surprisingly weak 
illumination, and on entering a moderately lighted room finds 
it at first quite distressing. Similarly, a person who has been 
spending some time in a blaze of light finds an ordinary illumina¬ 
tion insufficient. 

Tables on this subject have frequently been prepared by 
firms interested in illumination. In Table VII. above we give a 
typical collection of values, taken from the Holophane Engineer¬ 
ing Data Rook. But it must be remembered that these figures 
are based on experience of present-day conditions, and that In 
many cases confirmatory investigations are needed. In other 
words, they summarise existing practice but do not necessarily 
represent the Ideal conditions. 

Shadows and Direction of Light. 

After what has been said in Chapters V. and VII., and again 
summarised in the extract from Light ancl Illumination: their 
l &€ and Misuse (quoted above), it seems hardly necessary to 
repeat the caution as to the avoidance of glare. Some specific 
examples of its inconvenience in practice will be mentioned 
shortly. 

The closely allied questions of the effects of shadow and 
the direction from which light is received were also touched 
on m Chapter VII. It was remarked that one important 
iunctmn of a globe Is to remove harsh and abrupt contrasts 
of light and shade. There seems to be a lack of some 
standard method of specifying conditions of shadow, and very 
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little has yet been done on this subject. A few observers 
have demonstrated the value of photometric tests of surface 
brightness in attacking such problems. Eck has employed 
such measurements in order to compare the gradation of tone 
on a statue illuminated successively by natural and artificial 
light. 1 

Clark and Mackinney have constructed a “ shadow-tester,” 
consisting of a small sphere and disc of specified dimensions at 
the end of a rod, 2 and the subject was again referred to in a 
paper by Dow and Mackinney in 1913. 3 

K. Norden has evolved a method of expressing shadows 
numerically, and defines the diffusion of a source in terms 
of the ratio between the brightness of the shadow area and 
the surrounding fully , illuminated region. The diffusion 
would be uniform (and perfect) when there is absolutely no 
shadow. A “point-source” amidst dead black surroundings 
would give shadows of maximum density, and its diffusion 
would be zero. The “ shadow-power ” would then be 1 — D, 
when D denotes the diffusion. Most systems of artificial light¬ 
ing would have a value for D intermediate between unity 
and zero. 4 

Some writers have used the term “ diffusion ” to indicate the 
uniformity of brightness of the radiating area of a source, or of 
the shade surrounding it. A distinction is necessary between 
this quantity and the “illumination diffusion ” as regards shadow 
produced by an artificial lighting system. This “illumination 
diffusion ” would depend on many distinct factors, chief among 
which are the method of shading and the nature of the 
surroundings. 

But the nature of a shadow is not completely specified by 
merely stating its darkness in comparison with that of a surface 
receiving full illumination. Besides the depth of a shadow, the 
manner in which it fades away at the edges is often important. 
A shadow may be light in tint, but nevertheless may have very 
dark edges; and a shadow that is extremely dense in parts often 
fades away very smoothly. For this reason a good photograph 
is perhaps one of the best methods of representing' conditions of 
light and shade; but the exposure and development must be 
carefully judged in order to reproduce the gradation in tone 
accurately. 

1 Electrician , May 26, 1911. 3 Ibid., Dec. 1913. 

2 Ilium. Eng., London, March 1913. 4 Elektrot. Zeitschr ., 1911, p. 607. 
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The influence of shade is more important in practice than is 
generally supposed. Shadows cast by the head in reading, or 
by the hand when writing or drawing, maybe exceedingly in¬ 
convenient. A strong light immediately overhead is a constant 
source of trouble to a person whose occupation involves bending 
over a desk and who finds himself continually “in his own 
shadow/' This is illustrated in fig. 144, which is taken from the 
papt-r by Dow and Mackinney referred to above. Low-hung,. 

imperfectly shaded chande¬ 
liers have the same effect. 
One cannot find a position in 
which the pages of a book are 
neither underlighted norover- 
shadowed. Multiple shadows 
cast by a series of unscreened 
sources and flickering shadows 
cast by moving machinery are 
particularly trying. Multiple 
shadows make it difficult to 
follow the course of any 
rapidly moving object, and 
therefore should be avoided 
in a scheme of illumination 
devised for any ball game,such 
as lawn-tennis, racquets, etc. 
The question of the best 



Fig. 144. — Showing incon venient head 
shadow from overhead light. 


direction of light is largely 
a matter of shadow. Light 
coming from the left hand of 


a person writing gives little trouble, because the shadow of his 


right hand does not fall upon the words being written. But a 
strong light from the right hand is decidedly troublesome. For 
this reason modern school-rooms are always lighted from windows 
on the left. In the same way the sound rule “ not to read facing 
the light” is justified by the fact that ones book is usually in 
partial shadow in these circumstances. 


In any room containing many projections and recesses, cup¬ 
boards, racks, pigeon-holes, etc., unduly dense shadows have to 
be guarded against. If a system of pure direct lighting with 
opaque shades is used, inconvenient shadows are apt to he cast 
by cupboard doors, etc., and the light may fail to penetrate 
properly into the interior of open drawers or pigeon-holes. 
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The same applies to rooms in which it is necessary to look under¬ 
neath complicated machinery, as in printing and motor-car works. 

In all such cases much can be done by effective methods of 
shading, which spread the light from the source over a larger 
^area and soften the shadows; and by the use of light walls and 
•ceilings, which, by diffusely reflecting the light in all directions, 
-add considerably to its effective value. The use of a number of 
well distributed small units in preference to a few powerful ones 
is also advisable. 

But in cases where shadows are apt to be particularly 
troublesome, the judicious use of indirect and semi-indirect light- 



Fig. 145.—Shadow cast by light on Fig. 145a.—S hadow cast ty light on 

the right; falling on writing and the left ; does not fall on letters 

interfering with the view of the and causes no trouble, 

letters. 


ing is even more advantageous. This point was referred to in 
the last chapter. When the entire area of the ceiling becomes 
the source of light, there will be few points in the room which 
.are not reached by. a large proportion of the reflected rays: and 
since the light comes from so many different directions the 
shadows are very slight. 

Another advantage of indirect and semi-indirect systems is 
that the inclination of the surface to be illuminated Is not so 
vital. In a room lighted entirely by direct means the effect of 
tilting one's book may be to diminish the illumination on the 
page considerably. But when tlie light comes from a large area 
this effect of tilting is usually much less pronounced. 
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It has lieen stated that, in order to see an object properly, it 
should in general be illuminated by rays of light eoming from 
rn-mv different directions; and that light-tinted surroundings, 
wilich diffuse the light, are therefore very beneficial. On the 
other hand, a certain amount of “contrast” or “relief” is always 
needful in order to give solidity to an object, and enable the 
eve to appreciate that it is “ three-dimensional.” An entirely 
shadowless illumination (which is, fortunately, a very difficult 
thing to obtain in practice) would be of very little service. 

There are even cases in which light coming from one 
direction only is needed. It is common knowledge that light 
striking the page of a book very obliquely is of little value for 
reading purposes, because it shows up all the small imperfections 
or uneven gloss of the paper. But for this very reason experts, 
when examining samples of paper, frequently tilt them so as to 
receive light at a very large angle of incidence. In printing 
works, also, the workman making the final adjustment of the 
pressure on the machine deliberately arranges for the light to 
strike the paper very obliquely, so that he can detect the slight 
irregularities eaused by type showing through from the other 
side. For this purpose light striking the paper vertically would 
be of little value. The beam from a motorist’s head-light has 
exactly the same functions in showing up irregularities in the 
surface of the road. 

It is possible that for certain operations—for example, in 
judging the texture of samples of cloth, knitting and quilting, 
etc.—one would require a system of lighting giving fairly sharp 
shadows, such as would show up slight surface irregularities 
clearly. The conditions required here may be quite different 
from those suitable for a room containing large machinery. 
This illustrates the need of some standard method of de¬ 
fining the “ illumination diffusion ” required for various classes 
of work. « 

This need is again exemplified when we come to the aesthetic 
aspects of shadows. There seems to be some difference of opinion 
as to the kind of lighting most suited for an art room—for 
showing up plaster casts, statues, etc. In some eases indirect 
and semi-indirect systems are approved; in other cases experts 
prefer a chandelier equipped with a number of lamps in diffusing 
globes and separately controlled, so that the total light-giving 
area (and consequently the depth of shadow) can be varied 
considerably. 
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These matters were discussed in a recent illustrated paper by 
M. Luckiesh. 1 One thing appears certain—that a bust or statue 
cannot be effectually lighted if the rays come from one direction 
only, and overhead direct lighting is particularly unsuitable. 
This is well illustrated in fig. 146a.. Unidirectional lighting may 
distort the appearance of a face completely, changing a benign 
and cheerful expression into one that is gloomy or even ferocious. 
On the other hand, if the light is too entirely diffused, the 
tendency may be to obliterate the expression and produce a 
somewhat “flat effect. 5 ’ 

The part played by shadow in the artistic lighting of 



Jig. 146.—Bust lighted from above Fig. 146a.—T he same bust lighted 

and in front. from directly overhead. 


interiors has been very little explored as yet. Most interiors 
with any architectural pretensions have been designed with a 
view to their being seen by daylight. W here, instead of lighting 
from the side windows, we substitute a central chandelier or an 
illuminated ceiling, the appearance of pillars, recesses, alco\ es, 
and carving generally may be quite different from what it is by 
daylight. 

A curious effect, not infrequently met with, is the reversal of 
shadows by artificial light. For example, when lights are placed 
among pillars the latter stand out dark against a light back¬ 
ground, whereas by daylight the contrary is probably the case, 
and in the same way the interior of an arch may he in shadow 
i Bead before the Am. Gas Institute, Oct. 1913 ; see also Ilium. Eng., 
London, vol. vi., Dec. 1913, p. 636. 












1 
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in the daytime, but a lantern hung within it may cause it 
to «hine out amid its surroundings by night. It has been con¬ 
tended by some that the artistic possibilities of a fine interior 
should lie even greater by night than by day, seeing that 
artificial light is so much more completely under control, and 
mav therefore be used to accentuate features which do not 
receive this full value by natural light. This is a field in which 


(Photo taken by daylight.) 

Fig. 147.—A view of the office of the Allan 
Line (Gockspur Street, London, S.W.) 
by daylight. 

The pillars stand out light against a dark back¬ 
ground, and the Intenor of the arch is lighter 
than its surroundings. 

the help of the architect is needed, and on which very little has 
yet been said or done. A striking example of the contrast in 
appearance of an interior lighted respectively by natural and 
artificial means is shown in fig. 147. 1 

Many people would no doubt consider that the appearance 
of the room by artificial light is distinctly finer than in the 
daytime, and there seems no reason why, if an installation is 
carefully designed, this should not be the case. 




(Photo taken entirely by artificial light.) 

Fig. 147a.—T he same view by artificial 
light. 

!Ni>te the reversal of shadow. The pillars now 
appear dark against a light background, the 
inside of the arcli is now darker than its front 
face instead of lighter, and even the grooves in 
the pillars appear as dark lines instead of light 
ones. 


Dow and Mackinney, loc. cit. 
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Local and General Lighting. 

The term “local lighting” is usually applied to cases in 
which each operator, or each section of a room, is treated 
separately and receives its own light; while “ general lighting ” 
implies that an even illumination is aimed at over the entire 
area, the light being equally requisite in all parts of that room. 

In considering which of these two methods to employ, one 
should obviously he guided mainly by the purpose which the 
room is to serve. In lighting halls, meeting rooms, etc., where 
each person is treated alike and requires the same amount of 
light, a moderate general illumination would be needed. The 
same applies to rooms in which a number of people are engaged 
on operations which are fairly simple to perform and do not 
require a very intense illumination. In practice one finds a 
large number of cases in which a general illumination of 2 to 3 
foot-candles is used; it is unusual to find a uniform value exceed¬ 
ing 6 foot-candles. If more light than this is needed, we usually 
resort to local illumination. Spectacular illumination, which 
may reach 10 or 20 foot-candles, is an exception. 

For work that requires an exceptional amount of light (5 to 
■50 foot-candles), or which involves great care and concentrating 
of mind on the part of the operator, local lighting is usually 
essential. 

The chief advantages of local lighting are :— 

(a) That the lights can he made adjustable so as to suit the 

needs of each worker. 

(b) That a high illumination can readily be obtained. 

(c) That the lights can be separately controlled, and in some 

cases this leads to an economy; e.g. when only a few 
people are in the room, so that only those lights need 
he turned on which are strictly necessary. 

On the other hand, the provision of general Illumination has 
usually the advantages of being :— 

(a) Cheaper to install. 

(b) Less trouble to clean and maintain. 

(c) More or less independent of the position of furniture. 

If general lighting is all that is necessary, one lias a choice 
between using a powerful central source to light the whole room 
or distributed small units. If a few lamps of high candle-power 

are concentrated at one point in the room, we may expect a 

22 
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certain gain in the efficiency of the illuminant. On the other 
hand unless the room is a very small one, some difficulty may 
lx* experienced in distributing the illumination evenly, and the 
comer* of the room are apt to he underlighted. Direct lighting 
t* r * nn a central source is rarely satisfactory in this respect, and is 
iipt to cause troublesome shadows. Indirect and semi-direct 
systems are usually more successful in distributing the light and 
avoiding shadows; hut even in this case one would not usually 
try toliffit a room larger than 20 feet square by a single central 
unit. Other disadvantages of using a single powerful source are 
that the whole room must be lighted for the benefit of a single 
person, and that failure of a lamp plunges the room into dark¬ 
ness. For these reasons central units are usually subdivided, 
a number of lamps or mantles, separately controlled, being 
arranged in the one fixture. 

In general, the method of spacing units of moderate candle- 
power at appropriate intervals gives the best results, and it is 
really only in quite small rooms that lighting from a single 

central point is utilised. 

Natural axd Artificial Light compared. 

In considering the comparative advantages of local and 
general lighting, direct and indirect illumination, etc., one 
naturally turns to the study of daylight conditions. The evolu¬ 
tion of the human eye lias taken place in response to natural 
conditions; compared with the total period of existence of man¬ 
kind upon earth, the few years during which artificial light has 
been available to any great extent appears infinitely small. The 
whole structure of the eye has been developed with a view to 
the best use of light from the sun. The brow and eyelids 
shade the eye from the intense rays overhead, so that we 
see only the illuminated objects and not the sun itself. The 
adaption of the pupil aperture and the retina enable the eye 
to adjust itself to the enormous variations in brightness met 
witli^ in Nature. It is therefore argued that in artificial 
lighting one should strive to imitate natural light as closely 
as possible. 

But it must be remembered that daylight is a Very variable 
commodity. The light in London, where the proportion of sun¬ 
light during the year is unfortunately small, is very different 
from the intense brilliant light in the tropics. The shadows and 
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diffusion from a white sky are quite distinct from those charac¬ 
teristic of direct sunlight from a blue sky ; and the sun shining 
through a light mist gives rise to intermediate conditions. There 
we have in daylight something analogous to direct, indirect, 
and semi-indirect lighting. 

It is well known that one meets in Nature conditions that 
may be highly prejudicial to the eye. Incautious exposure to 
the intense glare of the desert, or to the sunlight in snowy 
mountainous regions, where the percentage of ultra-violet energy 
is exceptionally high, may give rise to inflammation of the eyes 
and even blindness. Moreover, it may be pointed out that 
many of our present occupations—reading, for example—are of 




4 

a.m. 


S 12 
noon 
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Month of the year. 

Fig. 148. — Variations of daylight during the day and at different seasons of the year* 
* according to the researches of Weber (W) in Kiel, Basquin (B) in Chicago" and 
Nichols (N) in the Tyrol. 


comparatively recent date in. the history of mankind. It is 
doubtless true that the eye has developed itself so as to use to 
the best advantage daylight out-of-doors: but it does not follow 
that daylight entering a room from side windows is necessarily 
the ideal method of illumination. It need scarcely be pointed 
out how very variable indeed is the intensity of daylight during 
the year and at different times of the day; and how greatly it 
is affected by climatic conditions. There are times when the 
blinds must he drawn down to diminish the glare of di rect sun¬ 
light. On the other hand, an unexpected fog may diminish the 
illumination so much as to make artificial light essential. This 
uncertainty is very inconvenient in many industrial operations. 
A case in point is afforded by the colour-matching industries, 
for which only the best daylight is suitable, and which are apt 
to be interrupted by changing climatic conditions. For such 
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work the systems of ‘‘artificial daylight ” described in Chapter 
VI. would seem to have a future. 

It will he seen, therefore, that in imitating daylight conditions 
some discretion must he used. Indirect illumination from the 
ceiling is frequently said to resemble daylight on account of the 
uniform illumination received. As a matter of fact the chief 
characteristic of an ordinary room lighted by side windows is the 
extreme irregularity of the illumination. The intensity on the 
desks in a school-room most remote from the windows, even 
where everv effort has been made to secure abundant access 
of daylight, may he only one-tenth of that near the windows. 
In many” buildings less well provided with window space the 
proportion might be even smaller. 

As regards constancy and uniformity, artificial light has an 
advantage compared with daylight, and, being much more under 
control, is more readily adapted to specific occupations. It is 
evident that the ideal conditions of illumination for such pro¬ 
cesses as clerical work, drawing, sewing, printing, etc., may he 
widely different, and the artificial lighting can be varied accord¬ 
ingly. But it would not be easy to adjust the daylight in the 
same way. 

The excellence of daylight for most purposes is probably due 
to two main factors. In the first place, the amount of illumina¬ 
tion is, under favourable conditions, far in excess of that 
practicable by artificial light. An illumination on a well-placed 
desk of several hundred foot-candles is quite usual, and bright 
unrestricted daylight outside may give several thousand foot- 
candles. The adaptability of the eye enables it to work con¬ 
veniently at values far less than this; hut still the fact of 
having such abundant illumination at one’s disposal is an 
advantage, and no doubt the human eye, being developed to 
suit daylight, is at its very best in these circumstances. 

The second, and perhaps most important, factor is the per¬ 
fection with which daylight is diffused over large surfaces. 
The illumination received in a room usually comes largely from 
the sky, and there is often a considerable component received 
by reflection from surrounding buildings. In general the real 
source of light, the sun, is not visible to the occupants of the 
room (or is screened by the blinds), so that absence of glare is 
marked feature. The light coming from such a large area 
gives soft shadows and penetrates into every part of the room 
with a completeness not usually attained by artificial light. 
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Another factor that is still imperfectly understood, although 
its importance is fully recognised amongst medical men, is the 
effect of sunlight on the human body. It has been explained 
that the ultra-violet rays present in sunlight are believed to 
have strong germicidal action, and that rooms into which sun¬ 
light does not readily enter becomes harbouring places lor germs 
and disease. So well is this recognised that in Holland the 
legislation forbids the employment of children and women in 
workrooms from which daylight is excluded. Sunlight is 
recognised to he a valuable weapon in combating tuberculosis, 
and it is said to have an important influence on the skim heart, 
and respiration; for these reasons free access of daylight into 
interiors is essential, even in those cases where the technical 
requirements of the work are apparently completely met by the 
use of artificial light. 

Having considered these preliminar} 7 points, we will now 
take up in turn various cases of interior lighting and show how 
they apply. 

Domestic Lighting. 

In the lighting of private houses taste plays a considerable 
part. In the houses of the poor, cost and utility are the chief 
factors. But in the homes of the wealthy the choice of fixtures 
may be guided almost entirely by artistic considerations, and the 
chief openings for the skill of the lighting engineer lie in the 
contrivance of dainty and pleasing effects. 

The most convenient plan of considering the various problems 
of domestic lighting is to start at the entrance to the house, and 
then to take up in turn the lighting of the various rooms (hall, 
dining-room, drawing-room, etc.). 

The first point that deserves notice is the provision of a 
suitable light outside the front door . This light should be placed 
above the doorway and well shaded, so that it throws sufficient 
light on the threshold but is screened from the eyes of the 
person opening the door. Such a light serves to guide the steps 
of the departing guest, and is also sometimes useful in enabling 
the lady of the house to scrutinise undesirable callers before 
admission. It may be suggested that a light strong enough to 
give at least 2 foot-candles on the door-step might well be 
used. With a proper form of shade this would probably require 
a lamp of 30 to 50 candle-power. 
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It nmv be observed that the utility of such a light is en- 
hmmnl considerably when the step is well whitened. If the 
tone of the step is similar to that of the path below it, its out¬ 
lines will be difficult to distinguish even with a fairly bright 
illumination. The name or number of the house should prefer¬ 
ably he illuminated so as to be visible at night. In the case of 
many houses the name is indicated on the glass above the front 
door, and is lighted up by the light in the hall. The name 
should be backed hj some form of diffusing glass, so as to give 
a good luminous background. At present there is seldom any 
schematic attempt to provide for the lighting of the names of 
houses, and they are not infrequently left in complete darkness. 
Anyone who has attempted to locate an address in an unfamiliar 
suburb at night will appreciate this remark. In the United 
States this illumination of name-plates has been encouraged by 
the electric supply companies, and in sotne cases special rates for 
“all-night ” porch lights have been allowed. 

The “hall” is a somewhat dubious term, and may indicate 
either a comparatively small lobby, where hats and coats are 
removed, or a more pretentious apartment giving access to the 
drawing-room and dining-room. In the former case single 
lights of moderate candle-power, giving a general illumination 
of 1 to 2 foot-candles, would usually suffice. The walls should 
preferably be light in colour, so that the light may be thoroughly 
diffused into the corners, and umbrellas, hats, and garments 
readily distinguished. Some form of diffusing pine or globe may 
he used, and heavily obscured antique lanterns are preferably 
avoided. 

In the case of halls of a more imposing character, one’s choice 
usually lies between a chandelier and a globe or inverted bowl¬ 
fitting (either direct or indirect) hung by chains from the ceiling. 
From the lighting standpoint the latter is usually preferable. 
It seems probable that this type of fitting will replace chan¬ 
deliers to a great extent in new houses; but in old mansions 
there are often massive antique fittings which are retained for 
their decorative appearance. The conversion of these to electric 
light often calls for considerable skill. A form of chandelier 
which should certainly be avoided is that in which the lamps are 
tilted at an angle and provided with reflectors that throw the 
hght into the eyes of people seated round the room. In view 
of modern improvements in shades and globes, there is no longer 
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any need to incline the lamp in tins wav, and a suitable type of 
globe or reflector can he selected according to the amount of 
light it is desired to allot to the upper parts of the room. In 
general the lighting of a hall calls for fairly uniform illumina¬ 
tion, but there are frequently pictures which call for special 
treatment. A well-diffused light and fairly soft shadows are 
desirable. It is well to allow a comparatively large amount of 
light to the upper part of the 
room, so as to show up mould¬ 
ings, pillars, and other archi¬ 
tectural features. 

In thd dining-roo'nv it is 
generally recognised that the 
table should he the centre of 
interest, and that the surround¬ 
ings should be comparatively 
subdued. The table is con¬ 
veniently lighted by a single 
silk shade (which may have 
within it an appropriate pris¬ 
matic or white reflector). This 
should he hung at a sufficient 
height not bo interfere with the 
view looking across the table, 
and the shade should be just 
deep enough to screen the light 

from the eyes of people sitting Fig. 1 49. — Conventional dining-room light- 

aronnd it; it should, however, Well shaded light over table and 

, 1 ... i. , . subdued surroundings. 

not enclose the lights so com¬ 
pletely as to prevent the more remote parts of the table being 
properly illuminated. These shades arc usually made of some 
•coloured warm-looking material, but they should be lined with 
white silk, so as to reflect a maximum of light on the table. 
The surroundings, although subdued, should not be obscure. The 
illumination on the table may well be 3 to 5 foot-candles: 05 
to 1 foot-candle would probably suffice for the rest of the room. 
The amount of this general lighting will naturally depend on 
the nature of the surroundings. In dining-rooms, wall-papers 
having a reflecting coefficient of about 20 per cent, or less are 
often employed. 

To provide this a central cluster of lamps on the ceiling. 
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in conjunction with the shaded lamp, is sometimes employed. 
This combination is a usual one in middle-class houses. In 
verv much larger rooms more elaborate fittings, such as chande¬ 
liers carrying prismatic glass globes or crystals, are sometimes 

used. 

The light of a dining-room is naturally affected by the use 
to which the room is put. Many people use these rooms for 
other purposes during the evening, and there maybe desks in 
corners of the room which require local illumination. In the 
case of electric light plugs and portable lamps should therefore 
he provided. It is not unusual to provide bracket lights on 
either side of the fireplace. Sometimes these take the form of 
imitation candles, screened with silk on the side remote from the 
wall. But the method is a decidedly inefficient one, especially 
when the wall-paper is dark in tint. 

More or less bulky arm-chairs are sometimes placed near the 
tire, and bracket lights may then be desired. In a narrow room 
the result of introducing such furniture may be that the table 
will not he central. In this event a fitting suspended from 
the centre of the ceiling may fall over the side of the table 
instead of over the centre, making the distribution of illumina¬ 
tion uneven and bringing the lamps within the range of vision 
of the people nearest them. If this displacement of the table 
cannot be avoided, it is perhaps better to abandon the idea of 
using a suspended shade and, if the ceiling is light in tint, 
substitute a semi-indirect fitting at a higher level. 

In the drawing-room taste plays perhaps a greater role than 
in any other. The lighting problem is usually simplified by the 
fact of the walls and ceiling being light in tint, and there should 
be no difficulty in providing a well-diffused and even illumina¬ 
tion. But on this point individual tastes differ. Some people, 
who entertain a great deal and constantly use the drawing-room 
for dances, receptions, or other social affairs, like a decidedly 
brilliant and festive illumination. Probably they are partial 
to the glitter of cut-glass and polished metal fittings, and are 
anxious that the pictures, china, or other treasures in the room 
should be seen and admired. Others prefer a cosy and subdued 
effect and make liberal use of silk shades; they like to have 
^ ycry mild illumination, and would probably confess that 
the firelight alone provides the most favourable condition for a 
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The best method of meeting the varied demands in a modern 
drawing-room would seem to be to provide for various alternative 
systems of illumination. For example, a central fitting may 
contain several lamps, so that either a brilliant or a moderate 
general illumination can he secured. In addition there mav be 
well-shaded bracket lights, or portable lamps equipped with silk 
shades. In the ordinary course these may provide all that is 
required, and will give the desired “cosy” and restful effect. 
But on special occasions, when it is desired to flood the room 
with light, the central fitting can be turned full on; a general 
illumination of 3 to 5 foot-candles may in this case be provided. 
A large drawing-room not infrequently extends into alcoves and 
recesses, and these require special local treatment. The general 
illumination may be devised so that they are in partial soft 
shadow. This gives variety to the room as a whole and marks 
off these areas as separate “ cosy corners,” into which those who 
desire a tete-a-tSte conversation, or who wish to enjoy some 
game or occupation without disturbing the other people in the 
room, can withdraw. Such recesses are useful in a ballroom for 
couples who wish to sit out. The idea that such recesses form 
in a sense separate apartments can be accentuated by using 
appropriate and distinctive local lamps. Another possibility 
(seldom exploited, however) is the use of tinted lamps, so as to 
give a variation in colour. 

In drawing-rooms of moderate size the choice of pendants or 
wall-fittings is largely a matter of taste. The latter are service¬ 
able for adding to the general illumination, but they are usually 
not very conveniently placed if a person desires to use their 
light for reading. This is illustrated in fig. 150. The people 
seated round the fire naturally tilt their books, so that they can 
receive very little light from the wall-fittings, which are also in 
the direct range of sight. On the other hand, the light from the 
central fitting and the reflected light from the ceiling, coming 
over the shoulders of the people, is admirably adapted for read¬ 
ing purposes. It often happens that a drawing-room is lighted 
on the cc subdued ” principle, but nevertheless contains several 
tables where people habitually read and write. For this work 
the customary illumination for this purpose—about 3 foot- 
candles—should be provided, and it is conveniently furnished by 
portable well-shaded lamps. 

It is of interest to give some idea of the brightness of the 
walls necessary to give a “ cheerful ” impression. From date 
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fakrii in a large number of installations, the authors are disposed 
to suggest that a surface brightness of the wall-paper should be 
about U*3-05 foot-candle. The corresponding amount of illu- 
lii iiiation to be allotted will naturally depend on the reflecting 
power of the paper used. In order to show up small pictures, 
friezes, china, etc., an illumination of not less than 1 foot-candle 
i> usually necessary; with the light greys, greens, and pinks 



Flu. ISO- This shows the effect of imperfectly shaded bracket lights. The light 
strikes direct into the eyes of the reader and only reaches the page of the book 
at oblique angles. r 6 


commonly used for papering drawing-rooms, this would give a 
surface brightness of about the value quoted above. 

It is too early as yet to dogmatise as to the value of direct, 
indirect, and semi-indirect lighting in a drawing-room. In the 
writer’s experience most people dislike the effect of pure direct 
lighting, but regard semi-indireet methods more favourably 1 
A. very serviceable method of lighting fairly large rooms is a 
combination of a central semi-indirect unit with wall brackets. 
I he latter should be well shaded, and the candle-power of the 
lamps should not in general exceed 10 to 15 c.p. The system of 

Londt^owT^!? 573 direCt ^ S ° USe ” ^ 
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cornice lighting” by lamps concealed round the cornices of a 
room, while it has a value for spectacular lighting in large 
interiors, does not seem well adapted to a small drawing-room. 
In such cases the method of spacing lamps at intervals gives 
rise to a somewhat “patchy” and uneven effect, and with the 
present appliances the effect is not so good as that derived from 
well-designed central illumination. 

O 



Fig. 150a.—W ith a central unit, directing a considerable amount of light on. the 
ceiling, the reflected rays come over the shoulders of the readers, illuminating 
the book at a much better angle. The actual source is <|uite out of the direct 
line of vision. 

There is also room for ingenuity in the lighting of ventndahs, 
which make pleasant reading-places on a summer evening. A. 
few well-designed bowl-fittings suspended among the pillars 
have decidedly attractive effect, seen from the garden. When 
the verandah is electrically lighted and opens out on to a 
terrace walk, it may be worth consideration to lead out a wire 
to a substantial plug, so that special outside lanterns can be 
rigged up at short notice for fetes and garden-parties. 

A few words may be said on the lighting of billiard tables, 
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hicli now seems to have become a fairly standardised process. 
Tn this case the nature of the game makes careful lighting a 
practical necessity. Possibly this explains why judicious 
methods of lighting billiard tables were already in common 
use at a time when lighting problems in general received little 
attention. The system now used for a full-sized table requires 
six symmetrically placed lights of 50 to 60 c.p., which are com- 
ph'tt'lv screened from the eyes of players by conical cardboard 



Fig. 151.—Typical billiard-table lighting by six 55-watt electric 
lamps in cardboard shades. 

(Illumination 16-20 foot-candles.) 


shades. By this means an. even illumination of 15 to 20 foot- 
candles can be secured. This high value is apparently necessary 
in order that a player may get a good view of a hall at the other 
end of the table. It is usual to supplement the table lighting 
by a few brackets round the room. The contrast of the brightly 
lit cloth with the subdued surroundings seems to be preferred 
to a high general illumination, and doubtless helps to concentrate 
attention on the play. 

The illumination of libraries will be discussed shortly. There 
are in most houses rooms devoted to study, or where children 
do their lessons, which require to be lighted in a similar way.' 
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The ilium illation on desk or table should not be less than 3 foot- 
candles, and the light should be well diffused, so as to avoid, as far 
as possible, inconvenient reflection from shinv papers. 

If is hardly necessary to add that proper methods of screen¬ 
ing the lamps from the eyes are most essential A small library 
or study (say, 12 to 15 feet square), such as would be found in 
a middle-class home, can be quite well lighted from a central 
outlet. With direct lighting several well-shaded lamps or 
burners should preferably 7 be used, being more favourable to 
good diffusion and soft shadows than a single source. The 
lighting of the shelves should not be forgotten. An illumination 
of L foot-candle should be sufficient to enable the titles of books 
to be clearly read, and it is usually possible to select reflectors 
which, while concentrating most of the light on the table, a ho 
provide sufficient to illuminate any shelves round the room. 

A great deal is said nowadays on the illumination of school¬ 
rooms, and the harm done to the eyes of children by working 
with deficient light. But it must he remembered that even 
when the illumination in the school-room is good, there remains 
the possibility that children may damage their sight by’ constant 
reading in a poor light at home. This is the more liable to 
happen because children, in order to eseape attention, frequently 
settle down in a comer of the room where the light is generally 
least. A responsibility rests with parents in this matter: many’ 
people consider that home lessons are a mistake, and that young 
children should not be encouraged to read much in the evening. 
It is at least possible to see that such reading is done under 
favourable conditions". 

The requirements of bedroom lighting may be readily stated. 
The place where the light is most needed is naturally’ the 
dressing-table, and the illumination on the table should be high— 
5 foot-candles is a very general figure. The light is usually 
provided by two local pendant lights. Such lights are necessarily’ 
somewhat near the eye, and must be arranged to throw a strong 
light on the face. A good diffusing translucent shade which just 
covers the mantle or filament is therefore desirable. Two lights, 
one on either side of the table, are generally supplied. A single 
lamp only may be provided for reasons of economy, but it is 
not so satisfactory, since “ unidirectional ” light tends to leave 
part of the face in shadow. 

If, on purely economical grounds, it is only proposed to 
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install a single outlet in a bedroom, it is probably best that this 
should be located over the dressing-table. But it is obvious 
that this does not completely meet the requirements. For 
example, a lady while dressing wishes to examine her full- 
length appearance in the wardrobe mirror from time to time. 
Xow, the dress she is wearing will probably have to stand 
inspection in the strong illumination of the ballroom, or at an 
evening party. To judge of its effect, therefore, she requires an 
equally good illumination in her own room. It is hardly to be 
expected that the full figure of a person standing in the centre 
of a room can be properly illuminated by the local lights of the 
dressing-table, and there are also other objects about the room— 
the washing-stand, for example, which require more illumination 
than these lamps can be expected to yield. An additional central 
light may therefore be desirable. 

Many people follow the practice—not approved by the 
medical profession—of reading in bed. Its prejudicial effects are 
doubtless partly due to the fact that the illumination is so often 
deficient. A local light, mounted on a bracket above the bed, 
or a well-shaded portable lamp at the bedside should be provided. 
This lamp should be so arranged that it can be lighted or 
extinguished by the person in bed. This enables him to have 
some illumination in the room while retiring and to obtain a 
light readily should he wish to get up during the night-time. 
If the room is lighted electrically the lamp should have an 
easily accessible switch. A gas lamp should have a by-pass; 
and if placed out of reach on the wall above the bed may be 
controlled by pneumatic or electric means. 

A bedroom is usually arranged on a very definite plan, and 
the best position for beds, dressing-table, etc., is therefore fairly 
clear. Nevertheless it sometimes happens that the furniture 
is changed, so that lights fall quite in the wrong positions. It 
is unfortunate that these rooms are so often wired by the 
contractor before the position of objects has been settled. For 
example, judging that the dressing-table will be placed near 
the^ window, he will provide an outlet on the ceiling, the 
position of which has to be guessed at; yet a few inches one 
way or the other may make a great difference to the utility of 
the lights. Sometimes the servants find that they need more 
space behind the table and push it further into the room. The 
lights may then be found hanging behind the plane of the 
mirror and throwing most of their light on the floor. 
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In bedrooms—particularly suites in hotels—there is always 
the possibility that the positions of furniture may be altered. 
This is one argument in favour of well-diffused central lighting. 

The other rooms in a house all furnish their respective prob¬ 
lems. It is curious how often the lighting of the kitchen area 
is neglected. One would think that the lady of the house, 
knowing how intimate is the connection between good light 
and cleanliness, darkness and disorder, would make it her special 
care. Domestic servants sometimes profess an obstinate belief 
in the oil lamp, especially for serving, declaring that the electric 
light “ tries their eyes/’ This is probably due to the fact that 
the kitchen lighting is so often carried out in such a casual 
inefficient manner. 

It should be remembered that the kitchen in the average 
middle-class home is used by the servants all day and for many 
different occupations—some of which require a decidedly high 
illumination. Cooking is done on the range and oven, dishes 
are laid out on the table, and reading and sewing may fill up the 
evening. The chief points where illumination is required are 
the ovens, the table, and the dresser. In addition, there are 
usually a number of deep cupboards which are constantly being 
used and into which light must enter. 

These conditions seem to suggest an opportunity for a cheap 
but well-designed semi-indirect unit. In any case the ceiling 
and papering of a kitchen should be very light in tint, so as to 
diffuse the illumination. In addition, good local lighting by a 
well-shaded lamp should be available for sewing and reading in 
the evening. There seems little doubt that local lighting is 
preferred to general illumination for needlework—because such 
work really needs an exceptionally high illumination, and possibly 
also because the fact of illumination on the work being greater 
than the brightness of surrounding objects, aids the eye and mind 
by concentrating the attention. The arrangement of the lights 
must naturally depend on the size of the kitchen and the kind of 
the work done. But as a fairly successful method of meeting 
these requirements in a middle-class home one may suggest:— 

(a) That the walls and ceiling should be invariably light in tint. 

( b ) That a lamp, well shaded by a translucent reflector, should be 

fixed centrally above the kitchen table. The position of this 
. may be adjustable, so that it provides general illumination and 
throws light on the grate and oven; and when lowered it should 
give the local illumination prescribed above. 
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(c) That a light, also well shaded, may be needed to illuminate the 

V dresser^ and to assist the general illumination of the cupboards 
in the room. 

Many of the above remarks apply to the pantry and the 
scullerv. It is, again, astonishing that these rooms should be so 
frequently underlighted. When the china or silver are served 
tiiev are placed in a strong light on the dining-table, and their 
^Iranee is j udged by cm exceptionally brilliant illnmxncition. 
Surely, therefore, an equally good illumination should be pro¬ 
vided in the rooms where the cleaning and polishing takes place ! 
A point that deserves special notice is the need for a good 
illumination over the sink, for washing-up. A claim may also 
he made for a light in the coal-cellar. It is decidedly awkward 
for a servant to carry in a lighted candle every time coals are 
needed. Shades liable to be spoiled by deposits of coal dust 
of course should he avoided, hut there are many varieties of 
metal reflectors that are suitable for this purpose. 

Mention of the coal-cellar leads us, by a natural process, to 
speak of the bathroom. One would naturally select materials 
able to withstand a steam-laden atmosphere, and, in the interests 
of cleanliness, a good well-diffused illumination is clearly needed. 
In modern bathrooms it is happily becoming usual to employ 
white- or cream-tiled surfaces and distempered walls which 
reflect the light well, and in a small room a single central source 
will give all the illumination needed, say, 2 to 3 foot-candles. 
In larger rooms it may be desirable to add a local unit over the 
wash-stand and mirror. 

On stairs, corridors, and landings an illumination of 0*5 to 1 
foot-candle suffices for all ordinary purposes. When a number 
of rooms open on to a large approximately square landing a 
somewhat higher value may be preferred, and is sometimes 
desirable for decorative effect. A semi-indirect unit is well 
suited to these conditions. 

Finally, the consumer may be advised not to exercise too 
strict an economy in the number of outlets. By limiting the 
number of points by which gas or electricity can be taken the 
first cost of an installation may he reduced; hut this apparent 
saving is often more than compensated for by increased con¬ 
sumption. By suitably subdividing the lighting one can arrange 
to use just those sources that are strictly necessary; and it is 
•often convenient to have several alternative methods of 
illumination. 
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The Lighting of Clubs, Hotels, and Restaurants. 

Having dealt with domestic lighting, we may turn to the 
lighting of clubs, hotels, and other classes of buildings, where 
substantially the same problems recur. 

Clubs and hotels contain dining-rooms, reading-rooms, bed¬ 
rooms, etc., just as does a private house. The chief distinctions 
are that the rooms are in general larger, and that whereas in 
a private house the owner may arrange the lighting to suit his 
personal taste, the committee of a club or the manager of an 
hotel have to study and satisfy the public. 

There is little doubt that the lighting of some London clubs 
is both uneconomical and unsuitable, particularly the older 
institutions, which are not infrequently conservative and 
reluctant to make changes. A recent writer has remarked that 
the subtle sense of discomfort pervading the average club 
reading-room or smoking-room is to be traced mainly to the 
glaring and inconvenient systems of lighting employed. Old- 
fashioned, low-hanging chandeliers are often used, and the 
reader, whatever position he adopts, finds it well-nigh impossible 
to avoid the glare of the bare metallic-filament lamps with 
which they are bespangled. Such fittings are also apt to throw 
multiple shadows of one's head, which are only avoided by 
tilting one's paper at some highly inconvenient angle. Very 
often too the lights on the staircases and in the corridors are 
badly placed and insufficient, so that the interior as a whole 
assumes by night a decidedly gloomy appearance. 

Similar remarks still apply to many hotels. Yet one would 
imagine that in clubs and hotels, of all other institutions, the 
lighting would be the subject of special care, for the expense 
involved in providing good illumination is usually a trifling 
fraction of the total annual turnover. 

It must be remembered that the evening hours, spent under 
artificial light, form a considerable portion of the time during 
which visitors occupy the hotel. In the daytime people are mainly 
occupied with business or sight-seeing; in the evening they will 
probably dine at the hotel and subsequently spend a part of the 
evening in the lounge or smoking-room. If, during these hours, 
they are subject to the petty irritations of poor lighting, if their 
time is spent in the midst of glare or forbidding semi-darkness, 
they bear a grudge against the hotel afterwards. If, on the 
other hand, all the rooms are cheerfully and comfortably 
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lighted, the impression they carry away will probably be a 
favourable one. 

One finds in the lighting of restaurants scope for a nice 
appreciation of the kind of custom for which it is intended to 
cater. In some cases the intention is to provide for people who 
merely make a casual visit in order to get light refreshments, 
stay a short time, and then take their leave. A strong general 
illumination is here considered necessary, in order that the 
manager may be able to take in the room at a glance and ensure 
that no customer in any quarter will be overlooked. The 
customer, on his part, usually prefers a bright, cheerful illumina¬ 
tion ; very probably he comes in alone and likes to look around 
him while taking his meal. 

But there is another branch of business which is quite dis¬ 
tinct, namely, providing for the needs of diners who really utilise 
the meal as an opportunity for meeting friends and sustained 
conversation. Under these conditions there is not the same 
necessity for speed. Dining proceeds in a leisurely manner, 
and a bright general illumination is not always desired. 
Customers prefer a subdued local illumination of a “ cosy ,! 
character, the tables being frequently set in little alcoves; this 
is conducive to a private talk, and promotes a feeling of rest¬ 
fulness and comfort. This method is very generally employed 
in restaurants of a high class, and lends itself to very artistic 
effects. The impression derived through the eye is regarded tit 
an essential part of the pleasure of such a meal. 

The Lighting of Banks and Offices. 

Offices may be divided somewhat sharply into two mail 
classes. There are, firstly, those in which a considerable nurnbe] 
of operators work side by side and are engaged in doing sub 
stantially the same class of work—probably of a more or lesi 
routine character, and by no means exacting to the praetisec 
hafid. In this case it may he assumed that each worker require 
substantially the same conditions of illumination, and genera 
lighting is conveniently used. Each desk should receive a 
least 2 to 3 foot-candles—probably, seeing that clerks deal wit] 
handwriting rather than printed characters, 3 to 4 foot-candle 
might be even better. The lights should be arranged systemati 
cally, so as to give even illumination; they should be wel 
shaded and preferably hung at a high level, so as to be outsid- 
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the direct range o£ vision. With a view to avoiding incon¬ 
venient shadows, the walls and ceilings should be light in tint. 
Semi-indirect lighting seems to be coming into favour for 
offices of this kind, and has the advantage of diminishing the 
“ shiny reflection ” from the glazed paper of ledgers, etc., largely 
used for clerical work. In legal offices, where stacks of japanned 
boxes, or rows of pigeon-holes containing documents will 
.usually be found, good diffusion of the rays from the light 
walls and ceilings is a distinct Jhelp. _ Lamps.. should be. so placed 
that no dark shadows are thrown inside such recesses, and their 
contents should be strongly and evenly illuminated. The 
absence of dense shadows is also an advantage in working with 
files or papers, card-indexes, etc. 

Smaller offices, containing several desks or tables where a 
few people only are at work, may require somewhat different 
treatment. In this case a good general illumination of, say, 
1 to 2 foot-candles all over the room is usually desirable, and 
here again a central semi-direct unit is often advantageous, 
especially where the walls are lined with shelves, maps, etc. 
But it will usually be found that the desks or tables at which 
the workers are seated require some local lighting. In the case 
of work requiring much concentration this extra light is fully 
appreciated. 

Care should be taken that such illumination, besides being 
sufficient, should come from the right direction. A typist, for 
example, prefers a lamp so placed that it illuminates the keys 
of the machine and also the manuscript on her left. Light 
coming from the front would be obstructed by some forms of 
typewriters and would leave the keys in shadow. Direct light 
coming from immediately overhead is particularly objectionable, 
as it almost invariably casts a shadow from the head of a person 
bending over their work. 

Similarly, in desk lighting, a light from directly above or 
slightly behind the worker is apt to be inconvenient. Probably 
the best position for a desk light is in front of the worker and 
to the left, so as not to cast a shadow of the writing hand. An 
illumination of 3 to 4 foot-candles may be suggested. Such local 
lights are preferably screened by an opaque shade. 

The lighting of a draughtsman’s office is a special problem, 
but as drawing-boards are so frequently used in the offices of 
architects, surveyors, and engineers, it may be well considered in 
connection with office lighting. For such work the illumina- 
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ti<m of Inconvenient shadows cast by the head, hand, or drawing 
instruments is an. important factor. Indirect and semi-lighting 
seems to afford a method of avoiding such shadows, and is fre¬ 
quently recommended for drawing-offices for this reason. On 
the other hand, some draughtsmen prefer a well-shaded local 
and adjustable light, placed above and in front oi them, and 
there are others who contend that the host light of all is that 
furnished from a small shaded lamp attached to the forehead. 



Fig, 152,—A view of the Loudon and South-Vwtem 1 Sauk at Fexwhureh Stm*t, 
showing local lighting with Holophano bank disk unite. 


The stooping position necessarily assumed by the draughtsman 
makes back and overhead direct lighting of little service, wince 
these methods invariably give rise to had shadows. Home 
difference of opinion exists as to the intensity of illumination 
required. For plain work 3 to 4 foot-candles would doubtless 
suffice, but in tracing fine lines a value up to If) foot-candles 
might not he excessive. The desirability of being able to alter 
the Intensity of illumination according to the character of the 
work is one argument in favour of an adjustable local light for 
drawing. 

The lighting of banks is almost invariably carried out by 
local lights, and these seem to be preferred by the workers. It 
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is perhaps natural that such lights should be preferred at the 
counters, where the clerks have to examine cheques and signa¬ 
tures with care. It is not quite so clear why the method is 
preferred to general lighting in the main offices. In many of 
the city banks the plan adopted is to provide a moderate 
general illumination from globes or bowls hung from the ceiling, 
and to have local lamps over each desk as well. In fig. 153 we 
reproduce a photograph showing a highly novel method of 



Fia. 153.—A view of the Swedish-American Bank in Chicago. 

The illumination comes from lamps in X-ray reflectors which are concealed in the eight boxes 
over the tellers’ desks, whence they throw their light upon the ceiling. 

lighting introduced into the Swedish-American and other banks 
in Chicago by the National X-ray Reflector Co. The lamps 
are completely concealed from view in troughs or boxes along 
the bank rail over the tellers’ desks; these throw their light 
upwards on the ceiling. There are also lamps placed above the 
glass skylights. 

There seems room for improved forms of standard lamps 
for desk lighting. The best height for the lamp, the_ form of 
shade, the spacing for even illumination, and the avoidance of 
inconvenient reflection from shiny paper are all points that 
















358 


MODERN ILLUMINATING EX(; IX EERIXX. 


require consideration, and it should ho possible in course of time 
to arrive at standard practice in this respect. 

There is clearly a responsibility on tin* part of the employer 
to see that the eyes of those working under him do not suffer 
through carrying out an exacting occupation in deficient or hadly 
arranged light. From a purely economical standpoint it is also 
wise to provide good conditions of illumination. For it can be 
readily understood that chirks working by insufficient light, ami 
suffering constant inconvenience as a result, are much more apt 
to make a slip than if the illumination were adequate; ami it is 
highly probable that a direct connection could be traced between 
the frequency of such errors and the conditions of illumination. 
In an occupation where a high degree of precision and accuracy 
must be maintained, and when 1 a slight slip may have serious 
consequences, expenditure on proper lighting is merely judicious 
insurance. 

There is another side to bank lighting. Good illumination, 
like handsome furniture, is an excellent advertisement. The 
interior of a bank should be imposingly furnished and decorated 
in order to impress casual clients with a sense of its prosperity. 
A system of lighting hy units suited to the dimensions and style 
of the interior aids this impression, while ’* makeshift ” inadequate 
arrangements may create a subtle feeling that it is not, after all, 
such a very prosperous and well-managed concern. 


School Liuhtinu, 

Allusion has been made to the folly of allowing children to 
read at home in a poor light, and the responsibility that rests 
upon the parents in this matter. But the responsibility of school 
authorities is greater still The reading done by children in the 
home is optional, but their attendance* at school is compulsory. 
It is therefore the duty of the school authorities to ensure that 
the lighting is well adapted to the needs of the children, and no 
consideration of expense should be allowed to weigh against their 
welfare. 

For many years it lias been common knowledge among medical 
authorities that the eyesight of children undergoes deteriora¬ 
tion during school-life. In Germany, where, state education 
on a large scale was probably adopted sooner than in any other 
country, the evil ran to great lengths, and the authorities 
have since been making herculean efforts to trace and remedy 
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the defects responsible. But experience has been similar in all 
countries. In 1908 a mass of statistics was published in the 
Illuminating Engineer , London. Everywhere experts told the 
same tale. The percentage of children having defective vision 
rises steadily from a comparatively low value in the infants’ 
class to a considerable figure, 20 to 30 per cent, or even more, in 
the most advanced classes. 1 

Each child that is allowed to grow up with impaired vision 
means a serious loss to the nation. He is handicapped directly 
by his poor eyesight and indirectly by the imperfection in his 
education necessarily caused by this defect. It is probable that 
a considerable number of the cases of total blindness developed 
in middle life could be traced to straining the eyesight in 
•childhood. 

Medical authorities offer several explanations for this fact. 
It is generally believed that the tasks given to young children 
involve too much close work. A committee appointed by the 
British Association has issued explicit directions as to the size 
of type permissible for children of various ages, the quality of 
paper to be used, and the spacing of the lines of printed matter. 
Dr James Kerr, Medical Officer to the London County Council, 
has recently gone a step further and advocated that no reading 
should be done before the age of seven. 2 

But after allowance has been made for any such defects in 
our educational system, the fact remains that their prejudicial 
effect is accentuated by insufficient or wrongly arranged il¬ 
lumination. The difficulty of making out print by a poor 
light is well known to the adult; but in the case of a child, 
to whom the characters are more unfamiliar, it is still more 
pronounced, and may lead to fatigue even if the eyes are not 
injured. 

A “ normal person of middle age,” Dr Kerr remarks, “ will 
distinguish characters with greater readiness than a small child, 
because the characters are more familiar to the adult. Conversely 
a child requires better light to read by than an adult, to whom 
reading is second nature.” 

In considering the lighting of schools, it is convenient, first, to 
say something on the daylight illumination. The importance 

1 Ilium . Eng., London, vol. i., 1908, pp. 58-69. 

2 Paper read before the International Congress on School Hygiene held in 
Buffalo, August 1913. At this joint congress with the Am. Ilium. Eng. Soc., 
a number of interesting papers on school hygiene were read. 
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of this subject was early recognised in Germany. Much valuable 
pioneering work has been carried out in that country by Cohn, 
L. Weber, 1 and others. The subject was dealt with in a paper 
before the British Illuminating Engineering Society by Dr Kerr 

in 1911. 

The chief difficulty in studying the daylight conditions in 
school-rooms arises from their extreme variability. In Chapter 
VII. we have explained some methods of relating the illumination 
on the desk to the unrestricted illumination out-of-doors. From 
a practical standpoint the chief points that require attention are 
the dimensions of class-rooms and the allocation of the window 
space. A number of books on school planning have recently 
been published. 2 It is now generally recognised that it is best 
for light to come from the left, as in this case no inconvenient 
shadows are cast by the right hand in writing. Authorities 
differ as to the desirability of windows at the back and on the 
right as well. And for some years a spirited discussion has been 
raging between the advocates of “ unilateral ” and £< bilateral ” 
lighting. Most authorities think that windows at the back of 
the room should be avoided. They tend to cause inconvenient 
shadows from the bodies of children bending over their work, 
and the glare of a bright sky is apt to be troublesome to the 
teacher. There is a general recognition that windows facing the 
scholars should be avoided. 

Assuming that the room is lighted solely by windows on the 
left hand, it is obviously desirable that the room should not be 
too deep, since the light diminishes so rapidly as we move away 
from the windows. Long and narrow rooms are recommended 
by some. The modern practice of the London County Council 
is to use class-rooms approximately 20 feet square. As a rough 
rule, the ratio of window space to floor area should not exceed 
1:5. In practice, as large an area of the left wall as possible 

1 L. Weber, Die Tagesbekwhtwig der StUdtuchen Schvlen %n Kiel (issued by 
Kiel Municipal Authorities, 1908) and RemUlite der Tugeslichtmessunym in Kid 
(1905-1908, published by Behmidfc and Klaunig, Kiel). 

2 School Planning at Home and A broad, by W. H. Webb, 1911 ; The 
Planning of Schools, report by George Keid, County Medical Officer of Health 
for Stafford ; School Hygiene, by Dr E. It. Shaw (Macmillan & Co., New York), 
1911. A number of papers have also been read before the International 
Congresses on School Hygiene, and particularly that taking place at Buffalo in 
1913. Other articles are to be found in German technical journals, such as the 
Zdtschrift fur Schulgesundhdtspflege; a list of references to Continental litera¬ 
ture was given by Dr James Kerr in the Ilium, Eng., London, for Jan. 1914. 
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above the level of the desks is devoted to windows. The most 
valuable portion of the window is the upper section; windows 
should therefore be carried up nearly to the ceiling. It is also 
of great importance that the ceilings of school-rooms should be 
white, and that the upper portion of the walls should be light 
in tint. This helps to diffuse the light, and mitigates to some 
extent the unevenness of natural illumination. Blinds of 
a light tint should also be provided. They are sometimes 
necessary during the daytime in order to screen the direct 
rays of the sun; and when drawn down in the evening they 
are of material assistance in reflecting artificial light back into' 
the room. 

The question of daylight illumination in schools has been 
considered by the Joint Committee recently appointed by the 
Illuminating Engineering Society of London, whose report on 
this subject has just been issued (July 1914). 1 The natural 
lighting of school-rooms is of extreme importance in view of the 
fact that such a large proportion of school work is done in the 
daytime ; there are some occupations, such as fine sewing, which, 
it is recommended, should only be done by natural light. On 
the other hand, the artificial light, while comparatively little 
used in the summer, is of importance during the winter time, 
especially in northern latitudes. Dr Max Oker Blom, 2 of the 
University of Helsingfors, points out that there are schools in 
some parts of Finland where the sun does not rise at all for two 
months during the winter. There are also in many schools 
additional adult classes during the evening, where artificial light 
has to be used. 

Previous to 1908 quite a number of tests on the artificial 
lighting of school-rooms had already been carried out and were 
described by various medical officers in the British, Medical 
Journal . As a rule, these observers did not furnish results of 
illumination measurements, but merely classified the conditions 
by the eye into “good,” and “bad,” and “moderate.” A more 
complete investigation was carried out in the schools of Munich 
by a Commission appointed in 1907, and the results of many of 
these measurements have been summarised by Dr E. Schilling.* It 
is of interest to note that on this Commission both electrical and 

1 Ilium. Eng., London, vol. vii., July 1914. 

2 Archiv f. Schulhygiene , Jan. 1911. 

3 Indirekte Releuchtung von Schul- und Zeichesalen mit Gas u. Elektrischen 
Bogenlicht (Oldenbourg, Munich, 1907). 
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gas engineers and oculists took part. Some tests of school¬ 
rooms in Boston were also described in a paper before the 
American Illuminating Engineering Society by Mr B. B. Hatch 
in I907. 1 

A series of experiments on some electrically-lighted 
schools in New Jersey was subsequently described by 
Messrs G. W. Knight and A. J. Marshall in a paper before 
the American Illuminating Engineering Society in 1910. It 
may be noted that the school-rooms were apparently some¬ 
what longer than those customary in London, being approxi¬ 
mately 23 by 30 feet. An illumination of 3J foot-candles 
was obtained on the desks, the corresponding consumption 
of electricity being approximately 0*85 watt per square foot of 
floor area. 

The question of the artificial lighting of schools was very 
fully discussed at a meeting of the Illuminating Engineering 
Society in London in 1911, when a paper on this subject was 
read by Dr N. Bishop Harman. The authors of this book also 
presented the results of a series of tests in public and elementary 
schools and colleges in London, and similar data were given by 
other members of the society. These results, covering as they 
did schools lighted by both electricity and gas lamps, have 
proved most valuable as a means of suggesting practical recom¬ 
mendations. Many defective installations were recorded. The 
tables and diagrams presented occupy too much space for repro¬ 
duction here. 2 3 

After this meeting the Illuminating Engineering Society 
decided to appoint a Joint Committee, on which representatives 
of the Society and of the following other bodies were invited to 
act: The Association of Technical Institutions, the Association 
of Teachers in Technical Institutions, the London Teachers’ 
Association, and the Medical Officers of Schools’ Association were 
represented. This Committee issued a preliminary report on 
Artificial Lighting in 1911, 8 which will doubtless be followed 
by more complete recommendations later, and which has 
received widespread notice. The following are some of the 
most important recommendations:— 

1 Tram. Ilium. Eng. Soc. U.S.A. , vol. ii., 1907, p. 359. See also a Beport 
of the Committee of Oculists and Electricians appointed in Boston, and 
published by the Municipal Printing Office in that city in 1907. 

2 See Ilium. Eng., London, vol. iv., 1911, pp. 157-166 ; 203-242 ; 289-298. 

3 Ilium. Eng., London, vol. vi., July 1913, p. 364. 
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(1) Amount of Illumination. 

(a) Desk Illuminatioji. — (a) For ordinary clerical work 
(reading and writing, etc.) the minimum illumination measured 
at any desk where the light is required should not fall he low 
2 foot-candles, (b) For special work (art classes, drawing 
offices, workshops, and stitching with dark materials, eteff 
a minimum of 4 foot-candles is desirable, (c) For assenbdv 
rooms, etc., and for general illumination, a minimum fff 
1 foot-candle measured on a horizontal plane 3 feet 3 indies 
from the ground. 

(b) Blackboard Illumination. —In rooms where students 
are distant more than 20 feet from the blackboard, and where 
it is customary to use diagrams in coloured chalk, an illumina¬ 
tion on the blackboard of 60 per cent in excess of that in 
the rest of the room is desirable. The hoard should be main¬ 
tained a dead black and repainted at regular intervals. 

(2) Avoidance of Glare . 

The Committee recommend that no lamps should conit- 
within the solid angle subtended at the eye by the black hoard 
and a space two feet above it, unless they are completely 
screened from the eye by a shade impervious to light. In 
general it is desirable that no incandescent surface should he 
visible to the eyes of students or teachers while carrying on 
their ordinary work. 

Another source of glare is the direct reflection of light from 
the polished surfaces of the desks or paper. It would he 
desirable for text-books intended for the use of young children 
to he printed on matt paper that is sensibly free from prejudi¬ 
cial reflection of this kind. 

As a further means of avoiding this defect the Committee 
advocate the use of shades in which the brightness of the 
source is spread out over a considerable area, and the judicious 
use of reflection from the walls and ceilings of the room. 
These should be of such a texture that any considerable regular 
reflection is avoided, glazed and shining surfaces above the 
dado being specially objectionable. 

(3) Avoidance of Inconvenient Shadows. 

In the class-room the lights should he so arranged that in¬ 
convenient shadows cast by the body on the desk should be as 
far as possible avoided. The precautions suggested under the 
previous heading, and particularly the use of light-tinted 
surroundings, which serve to diffuse the light, may be recom¬ 
mended with a view to softening the shadow. The ceilings 
should he preferably of a warm white colour, and the waffs 
and all woodwork above the dado should be light in tint. 

A vast scheme of medical inspection of school children has 
recently been adopted in this country, and it is surely desirable 
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that this should he reinforced by inspection of the lighting: 
conditions. Much is doubtless beino; done to mitigate defective 

• O 

eyesight by the provision of suitable glasses, etc., but it is of 
prime importance to make sure of the removal of the causes of 
the evil 

The above recommendations, while intended mainly for 
schools, would also apply to the lighting of colleges and evening 



Fig. 254.-An interesting gas installation in a class-room, consisting of four semi- 
indirect units for general lighting and local lighting for the blSiboard 


institutions — perhaps with the greater force because these 
institutions make more use of artificial light. The illumination 
ot a lecture-theatre is naturally a somewhat different problem 
trom a class-room. For example, there is more scope for special 
illumination on the blackboard and demonstration table, where 
experiments are shown to the students. A good scheme of this 
kind,, m use at the Crawford Institute at Cork, was recently 
described m the Illuminating Engineer by Mr C. E. Greenslade 1 
- 6 ge f eral lUummation^was provided by incandescent lamps in 
prismatic reflectors placed near the ceiling, and the local lamps. 

1 Blum. Eng., London, vol. vi., 1923, p. 417. 
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for blackboard and demonstration table ay ere equipped with 
opaque metal ones. In jfig. 154 we show a gas-lighted classroom 
where a somewhat similar method has been used 

In the <c nine-point ” plan recommended for a somewhat larger 
size of room (28 feet by 28 feet by 14 feet) by the Boston 
Commission in 1907, 40-watt electric lamps in prismatic glass 
shades, hung at a height of 10 feet 6 inches, were used. The 



Fig. 155 .—X class-room at tlie Leeds Training College lighted generally 
by tungsten lamps and Holoph&ne reflectors. 

(3*5 foat*candles on desks provided.) 


consumption was slightly under 0*5 watt per square foot, and 
the illumination is stated to have been 2*5 foot-candles and 
very even. 

Mg. 155 shows a class-room at the City of Leeds Training 
College, where very similar methods are used, the illumination 
in this case being about 3*5 foot-candles. 1 

There are also many special problems involved in the light¬ 
ing of laboratories, workshops, and rooms devoted to various 
arts and crafts. Some such installations were described in the 
•discussion before the Illuminating Engineering Society. Useful 
1 Ilium, Eng,, London, Jan. 1913, p. 11. 
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data may also be derived from the account of the lighting of 
the Leeds Training College (loc. cit. ). 

Enough has been said to show the importance of illumination 
from the standpoint of the educationalist. It may, indeed, be 
said that light plays a much more important part in education 
than ever before. Printed records have replaced oral tradition. 
Demonstrations, diagrams, and lantern slides now form an essen¬ 
tial accompaniment to any lecture, and even the cinematograph- 
is being pressed into the service of education. 

To-day we tend more and more to impart instruction through 
the eye instead of through the ear. 

Library Lighting. 

Library lighting has much in common with the lighting of 
schools, and the subject has been dealt with by the Illuminating 
Engineering Society of London in a very similar manner. In 
1911 papers on this subject were read by Hr S. L. Jast (Chief 
Librarian of the Croydon Public Libraries), Mr J. Duff Brown 
(Borough Librarian, Islington), and Mr J. Darch, 1 and, in the 
discussion that followed, the results of a series of tests in London 
libraries were given by the authors. The whole discussion was 
reprinted and distributed among members of the Library Associa¬ 
tion, and subsequently a Joint Committee of the Illuminating 
Engineering Society and the Library Association was formed to 
discuss the subject in greater detail. 

A preliminary report was issued by this Committee in 1913. 2 
The chief recommendations embodied therein were:— 

A minimum illumination on the desk or table of 2 foot-candles for 
ordinary reading, a higher value (5 foot-candles is suggested) being 
recommended in the case of hooks in fine type and old manuscripts made 
of material with a low reflecting power. A minimum vertical illumina¬ 
tion on book shelves of 1 foot-candle. A general illumination of not 
less than i foot-candle, measured in a plane 3 feet 3 inches above the 
floor. 

As in the case of school lighting, general recommendations 
are made regarding the avoidance of glare, inconvenient reflec¬ 
tion from shiny surfaces, and avoidance of unduly sharp shadows. 

It is expected that more detailed recommendations will he 
added in a future report. Leaders may also be referred to a 

1 Ilium. Eng., London, vol. iv., 1911, 83-107,142-152. 

2 IUd. y vol. vL, 1913, p. 366. 
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very fall account of the lighting of the Carnegie libraries in 
New York, by Mr L. B. Marks. 1 

In lighting a library the first point to be considered (and 
there is much discussion on this point! is the choice fietweeit 
general and local lighting. Opinions are divided as to which 
works out the cheaper in practice, and the results seem to 
depend on the nature of the library. Local lamps for each 
reader can be turned on and off as required, and are In this sense 
economical as compared with the condition of lighting the whole 
room for the benefit of a few readers. But if all the seats are 
continually occupied, there Is not much gain In this respect, and 
the cost of maintenance will probably be higher. Moreover, a 
certain amount of general Illumination will be required in anv 
case in order to light up the surroundings. One advantage of 
uniform general lighting, from the librarians standpoint. Is that 
the furniture can be readily rearranged without affecting the 
lights—a matter that is not so easily settled when each table 
has its local lamps wired to it. 

From the reader’s standpoint a distinction should be drawn 
between the requirements in different classes of libraries. In 
most public libraries there are rooms set apart for specific 
purposes. For example, there will probably be a lending library 
a general reading-room where papers and periodicals are kept, 
and a reference library where more serious reading Is undertaken 
by students. The reading-room Is open to the general public, 
but a permit may be necessary to gain access to the reference 
library. 

In the reading-room general lighting Is almost invariably 
provided. This room, being devoted to light literature, is usually 
more or less crowded, so that a good reading illumination is 
needed all over the room. People drop in for recreation, 
and appreciate a brightly lighted room. The walls and 
ceilings are usually light in tint, and this assists the illumina¬ 
tion. Occasionally special shaded lamps are provided over the 
newspaper stands. In this case special care is necessary to 
avoid “shiny reflection 55 from the paper. It is by no means 
easy to secure even illumination over a slanting sheet of 
newspaper by means of a local light; if, in order to avoid 
shiny reflection into the eyes, the lamp is arranged so that 
the rays strike the paper somewhat obliquely, small irregu¬ 
larities in the paper (impression of type, folds, and crumples i 
1 Trans. Mum . Eng. Soc. U.S.A., vol. ii, Oct. 1908. 
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are apt to become evident. -For this reason such racks are 
probably best illuminated by general illumination. In this ease 
there is another defect—shadows thrown by the hand aqd 
shoulders of the reader—to be guarded against. It may be 
suggested that for this type of room a general illumination of 
about 3 foot-candles, provided by semi-indirect lighting, would 
be the best solution. This is an effective means of avoiding 
inconvenient head shadows, and is well adapted to the illumina¬ 
tion of sloping surfaces. It would require light walls and 
ceilings, but, as has been mentioned, these are the rules in general 
reading-rooms. A few judiciously spaced semi-indirect fittings 
would also have a more graceful effect. 

In a reference or student's library the requirements are 
somewhat different. Readers here are doing more serious work. 
They prefer local well-shaded lamps and comparatively snbdued 
surroundings—conditions which are usually considered favour¬ 
able to mental concentration. We find a tacit recognition of 
this in the fact that the reference libraries are usually decorated 
in a darker style than the general reading-room. 

Local lamps, supplemented by sufficient general illumination 
to enable people to see tbeir way about and to read the titles of 
books on shelves, therefore seem to be the most approved method 
of lighting. This method is followed in the famous British 
Museum reading-room. The table lamps should he so shaded 
that the reader’s eye cannot see the filament or mantle, and the 
shade should either be opaque or, if translucent, toned down 
to a very mild order of brightness. Opal shades with green 
exteriors are common, and answer well in this respect. But 
they are sometimes too shallow to cover the source completely, 
and are not usually shaped with a view to giving even 
illumination. 

The general lighting should he sufficient to give i foot-candle 
both on the shelves and gangways. In reference-rooms the 
lights are not infrequently hung at a considerable height, so as 
to be out of the ordinary range of view of readers. It is there¬ 
fore most essential that they should be screened with proper 
concentrating reflectors. Otherwise much of the light will 
strike the dark walls and ceilings and be lost, and comparatively 
little will be thrown downwards. A common defect in library 
lighting is for the chandeliers to be placed over the gangways. 
This method was formerly used in the London Patent Office 
Library, and until the local lamps were added over the central 
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tables the reading illumination was decidedly low. The right 
place for the chandeliers is above the tables, where the light is 
required. In this case proper reflectors can be fitted throwing 
the light downwards and concealing the source from the eye. 

A disadvantage of low-hanging chandeliers is that anyone 
-attempting to read the titles of books on shelves is apt to* And 
himself in his own shadow. When a light ceiling is available, 
indirect or semi-indirect lighting would doubtless be a useful 
means of providing the general illumination, and would be 
particularly useful for giving 
the moderate illumination re¬ 
quired on the shelves. 

The problem of sheljlight¬ 
ing is a somewhat difficult 
one to the librarian. At the 
British Museum local shaded 
lamps can be very conveni¬ 
ently used, being attached 
some distance from the 
books, underneath the gallery. 

The arrangement permits of 
reasonably uniform illumina¬ 
tion, and seems to answer well. 

In most cases the expense 
involved in local shelf lighting 
is an obstacle, and there is 
also a difficulty in getting 

reflectors of moderate price Fla . i5d._Kack lights by ceutrai tung- 
which will illuminate the Stent lamps and Holophaxie reflectors 

•shelf evenly from top to (Enfield Public Library). 

bottom. In the discussion before the Illuminating Engineering 
Society in 1911 the authors illustrated a number of conventional 
methods of lighting shelves by more or less unsuitable reflectors, 
-and it was pointed out how very uneven the illumination in 
.such cases is apt to be. 

A feature in many libraries is the series of small coves devoted 
to classified books , opening out of the main reading-room. These 
are sometimes left unprovided with local lights and depend on the 
•strong illumination received from the central chandeliers in the 
main hall. [A librarian to whom we once mentioned this matter 
■confessed that the practice was deliberate. He preferred that 
the people should not read in the coves, but in the main hall, 
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where they were under his eye i] In general such coves can be 
conveniently lighted by a single central well-screened lamp; and 
the height of lamp and type of reflector can be so selected as to 
illuminate both the table and surrounding shelves. 

In the lending libra ry the illumination of the shelves is an 
important feature. As the latter are usually arranged one 
on either side of the gangway, a central lamp provided with a 
suitable reflector will often do all that is required. Fig. 156, 



Fig, 157.—Enfield Lending Library, general illumination and local Illumination 
of vertical registers by tungsten lamps and Holophane reflectors. 

showing the arrangement at the Enfield Public Library, is- 
typical 

It must be borne in mind that such shelves are sometimes, 
examined chiefly by the librarians, who, by long experience^ 
know exactly where every book is located and do not required- 
very much light. 

Apart from the shelves,the chief requirement is the provision of 
a good illumination on the counter where books are handed over* 
There are also sometimes vertical charts, indicating the books- 
taken out, which demand special illumination. In fig 157 will 
he seen one of them lighted by a Holophane Uniflux reflector. 
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Industrial Lighting. 

The held of industrial lighting is so immense that it will onh 
be possible for us to touch the fringe of the subject, its import¬ 
ance may be gathered from the fact that a special bo. >k on 11m 
subject one of the few works yet issued dealing with tlit* 
special field of lighting—has just been issued. 1 2 * 

In our first chapter (pp. 24-26) it was pointed out how many 
recent congresses have dealt with the subject of industrial 
lighting, how the subject has received a steadily increasing 
amount of attention in the reports of BLM. Chief Inspector of 
Factories, and how ultimately a special commission has Wi; 
appointed by the Home Office in this country to deal with the 
subject. These steps were detailed in a recent papier by one of 
the authors before the Royal Society of Arts.- 

In the paper alluded to above, it was pointed out that good 
lighting has a claim (a) as a hygienic necessity,! b I as a means of 
preventing accidents, and (c) as desirable on purely economic 
grounds. 

Good Illumination a Hygienic Necessity .—We find a general 
recognition that access of daylight in a factory Is of vital 
importance. The legislation of Holland actually forbids the em¬ 
ployment of children in rooms lighted only by artificial mvan> 
and in the various reports of H.M. Chief Inspector of Factories 
constant reference Is made to its necessity in places where poison¬ 
ous trades are carried on or tuberculosis is apt to be acquired. 
The access of sunlight is of value in two ways. It destroys 
lurking bacteria, and, by encouraging cleanliness, lessens the 
risk of their existence. 

That the provision of abundant illumination, natural and 
artificial, has a vital effect on the health, spirits, and self-respect of 
workers can scarcely be doubted. Men work more willingly In a 
well-lighted room than in. gloomy surroundings, and take more 
pride in their personal appearance. Lack of attention to personal 
cleanliness is not Infrequently the result of insufficient light. 

There are also many trades (such as printing, engraving, 
needlework, and the textile industries) where a considerable 
demand is made upon the eye, and the result of continuous 
work by insufficient illumination may be highly prejudicial. 

1 Factory Lighting, by 0. E. Clewell, 1913. 

2 u Economic and Hygienic 'Value of Gkod Illumination , 7 by Leon Caster,, 

Jour, of Royal Soc. of Arts, London, 7th Feb. 1913. 
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And — as was pointed out in the case of school lighting 
-—it is not only the direct deterioration of vision that is to 
be feared. Anything that puts a strain on vision affects the 
whole nervous system. People who are doing their work in 
constant difficulty will sutler sooner or later, and the rush and 
speed at which modern industry is carried on makes the effect 
of poor lighting felt very severely. 

There are also possibilities of injury by exposure to excess of 
light. It is well known that precautions must he taken by men 
engaged in welding operations with the electric are or oxy- 
acetylene flame. There are other industries, such as the manu¬ 
facture of incandescent mantles and incandescent electric lamps, 
where the eyes of workers are constantly exposed to glowing 
surfaces; here, also, special precautions would seem desirable. 

Poor Illumination as a Cause of Accidents .—Poor illumina¬ 
tion is an important factor in the causation of industrial accidents. 

In order to understand this we need only refer to the recent 
report of the Departmental Committee on Accidents in Factories, 
issued in 1911. Ilany instances are given of accidents occurring 
when men were unable to see clearly what they were doing. 
If a man is handling a rapidly moving cutting-tool, such as is 
commonly used in tailoring work, sawing-mills, etc., he needs not 
only sufficient illumination but well-directed light as well. An 
inconvenient shadow may cause him not only to spoil his work 
but to injure himself. 

Good illumination is particularly important in places where 
dangerous machinery is used. Placing a guard round moving 
parts is not alone sufficient protection. The first essential in 
such cases is that the workmen should clearly see the outline of 
the dangerous machinery, and run no risk of tripping over 
unsuspected obstacles. Cases can be quoted of men at work at 
the docks who have slipped from scaffolding when they were 
working in the faint light of early morning, or who have been 
misled by a deep shadow when stepping on a somewhat pre¬ 
carious foothold. Other cases might be mentioned of men 
carrying molten metal who have stumbled and fallen while 
crossing ill-lighted passages, and of people tumbling down a 
flight of steps simply as the result of insufficient and badly 
arranged lights. Some interesting statistics on the subject of 
accidents in factories were recently presented by the Fidelity 
and Casualty Co. of New York, and are reproduced in figs. 158 
and 158a. They show that accidents occur most frequently in 
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Fig. 158a.—C hart showing the seasonal distribution for three suceessirc years of 
about 700 deaths annually from industrial accidents reported from an area em¬ 
bracing 80,000 plants. 

(Note similarity of curves in these figs.) 
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the short days of winter, when artificial light is mainly used, 
and it is stated that the time of the day when accidents and 
spoiled work are most frequent is the period when artificial 
illumination is in use. 

Accidents may also arise through neglect of plant and 
machinery. If the plant cannot be clearly seen, it is not kept 
dean as it should he, and dirt is one of the worst diseases it can 
suiter from, paving the way for the inevitable break-down. 

Econom ic Aspects of Good Illumination .—Bad lighting, by 
causing accidents, also leads to economic loss. 

Any employer of wide experience will admit that a break-down, 
either in his machinery or in the staff who work it, is always 
uneconomical; the moral effect of a bad accident to an employee 
is felt for some time afterwards, and leads to disorganisation of 
the factory. There are many industries in which a stoppage of 
machinery, even for a short time, throws the whole system out 
of gear. 

Again, the same conditions that are responsible for accidents 
also lead to spoiled work. The writers have met cases in which 
the percentage of spoiled work decreased quite remarkably when 
the illumination was improved. Indeed, it is a common experi¬ 
ence to find that wdien the light in one section of a factory is 
improved a clamour immediately arises among the work-people 
in other sections lighted on the old plan. For example, in a 
clothing factory, the girls, who were piece-workers, urged that it 
was unfair that some of them should be better treated in this 
respect than others! They fully recognised that improved 
illumination meant less work rejected and increased output. 
The employer has every reason to welcome good illumination, 
and has little to gain by grudging the small initial expense 
sometimes necessary to put things on a proper footing. What is 
the use of installing expensive machinery, securing a highly- 
paid and skilled staff of workmen, and then grudging the 
relatively small cost of sufficient light to enable both to do their 
duties ? A recent series of investigations in the United States 
has shown that in that country the cost of lighting was almost 
invariably but a trifling fraction of the total wages bill, in many 
cases less than 1 per cent. It has been estimated that the cost 
of lighting during an average working day is equivalent to the 
wages paid for only six minutes 3 worJc on the part of the 
occupants of the room. 

A short time ago an inquiry was addressed by the National 
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Electric Lamp Association to a large number of industrial con¬ 
cerns in tlie United States. Out of *209 replies, it;4 mentioned 
tliat improvements had been recently made in their lighting, 
■and a • number of expressions of opinion were received to the 
effect that increased production, better-class goods, anti greater 
satisfaction on the part of the workers had been the' result. 
Summarising these 164 cases, it was found that 28 per rent, 
said that the lighting costs had been reduced; 19 p t *r cent, 
said that their output was increased; 37 per cent, said that 
the workers were better satisfied; 13 per cent, said the change 
was too recent to give figures; 64 per cent, said in general terms 
that they were satisfied that the change was well worth its cost, 
and less than 5 per cent, said that they had traced no direct 
benefit as yet. 

This example suggests that a general inquiry into the 
experience of manufacturers who have recently improved their 
lighting would show that they had gained as a result. The 
chief difficulty, as a rule, is to induce manufacturers to make 
the change. Once better lighting is introduced its benefit is 
recognised. There seems to be an opening for methods of 
studying and recording the resulting improvement in quality 
and output. 

Mr E. Thurston Kent 1 has devised a method of timing 
accurately the various operations in a factory by the old and 
new lighting conditions. By this means it might be possible to 
trace exactly where the gain occurs and -which processes are 
susceptible to improvement under better light. 

Unfortunately, it is not always easy for the ordinary 
engineer to get data of this kind. Manufacturers, having 
secured a good thing, are naturally averse from publishing 
broadcast their experience and putting it at the disposal of 
their competitors. 

Let us now turn to a few of the practical points to be 
observed in factory lighting. Some of these have been 
clearly brought out in the tests recently carried out by 31 r 
D. R Wilson, in cotton mills, printing-offices, and foundries. 2 to 
which reference has already been made. Some very practical 
information is given in Mr Clewells book on the subject, 
and there have been from time to time papers before the 
Illuminating Engineering Societies and in contributions to 

1 Ilium. Eng., London, vol. v,, 1912, p. 423. 

2 See Reports of H.M. Chief Inspector of Factories for 1911 and 191*2. 
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the technical press dealing with the lighting of various kinds', 
of works. 1 

The Illumination required in Factories. —In considering 
the illumination required In factories, Mr Wilson draws* a dis¬ 
tinction between “ inspective” and “ detective” work, according 
as the work entails continuous application of the eye to one 
small point or area, or consists merely in keeping a general 
watch over a given process, actual labour being demanded only 
when a fault occurs. A value might readily be specified for 
the minimum general illumination requisite to enable people 
to see their way about in comfort and to distinguish sur¬ 
rounding objects clearly. Mr Wilson, for example, suggests- 
that a foundry might be considered adequately lighted if the- 
illumination on the floor were 0*5 foot-candle, and the same 
figure might suffice for many yards, packing-rooms, etc., where 
large objects are handled and the work does not impose any 
great tax on the eyes. 

This general illumination should always be available. But,, 
in addition, a specific extra illumination would usually have to- 
be provided according to the nature of the work. It must be 
confessed that we have as yet insufficient data on which to base 
our estimate of what is really needful for many of the varied 
processes that go on in modern factories. It is true that tables 
are published from time to time containing information on the 
subject; but these figures merely refer to general practice, and 
are not, as a rule, the result of an exhaustive search after 
the ideal. 

Mr Wilson’s tests show that the illumination provided in 
textile mills for one and the same process varied to to extra¬ 
ordinary degree, and the papers before the Illuminating Engineer¬ 
ing Society by Messrs G-oodenough and Eck show that an 
equally striking diversity exists in printing-offices. For example,. 

1 See, for example—“ The Lighting of Printing Works by Gras,” by F. W. 
Goodenongh (Ilium. Eng., London, vol.-v., 1912, p. 171); “The Lighting of 
Printing Works by Electricity/ 5 by J. Eck (Illwm. Eng., London, vol. v. p. 185) ; 
“Mill Lighting/ 5 by G. H. Stickney (Trans. Am. Ilium. Eng. Soc., vol. vi., 1911, 
p. 478); “Localised and General Illumination, 75 by G. H. Stickney (Am. 
Machinist, 2nd Nor. 1911); “Factory Lighting/ 5 by L. B. Marks ( Trans. Am. 
Illnm. Eng. Soc ., vol. v., 1909, p. 805); “ Industrial Lighting/ 5 by K. Eshleman 
(P roc. Am. Inst, of Elec. Engs., Jan. 1913); “Industrial Lighting, 55 by C. E. 
Clewell (Proc. Am. Inst, of Elec. Engs., July 1912); “Lighting of Textile 
Mills, 55 by J. Calder (Elec. World, 22nd Jan. 1913); “Lighting of an Auto¬ 
mobile Works, 55 by E. H. Magdsick (Elec. World , 6th April 1912). 
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Fig. 159.—Bad local lighting. 

The lamp is incompletely covered by the reflector and shines in the *??« of f] 
instead of illuminating the work. 



Fig. 15£ a. — 6 ood local liglitin 

The reflector completely screens the lamp from the eyei and concentrates the 
work, where ib is chiefly needed. 
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In tlie ease of six different printing-worts, values of illumination 
range from 3*4 to 26'fS foot - candles. Vr Wilson gives the 
following figures for printing and cotton factories: 


Clothing ; machine) room 
Handkerchiefs 
Composing-rooms 
Cotton weaving . 

Linen weaving 


Illumination 

(foot-candles). 

. 2-36 

. 2-8 
. 3-30 
. 1-5 

. 3-18 


In cotton spinning- and preparing-rooms much lower values, 
ramnntf from 0*1 to (5 foot-candles, were encountered. 

ST' C"> ' 



Imperfectly shaded lighting of compositors’ 
frames by upright incandescent gas. The in¬ 
candescent mantle is fully exposed to the eye, 
and the angle of glare is 46’ at the lower and 
16 4 at the upper edge of the upper case. The 
shadow of the compositor also is thrown on 
the frame by a similar unshaded source behind 
him. 



Good method of lighting composite i\s’ frames 
by electric glow-lamps. The eye is protected 
from the source by the cylindrical attachments 
to the conical shades. The general effect of the 
lighting is very restful, owing to the absence of 
glare and of light in the top part of the room. 


Fig. 160. —Comparison of good and bad methods of lighting compositors’ frames. 
(Report of H.M. Chief Inspector of Factories, 1911.) 


It should surely be possible to form an approximate estimate 
of the illumination needed for a well-defined process such as 
printing and weaving; if these variations exist, there must be 
many' cases in which the illumination is either deficient or 
excessive. 

Avoidance of Glare, Moving Shadoivs, etc .—It is hardly 
necessary to insist once more on the importance of avoiding* 
glare and the use of suitable reflectors in factory lighting. Figs. 
159 and 159a illustrate very clearly the great advantage of 
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using a suitable shade or reflector to screen the source from the 
eyes and concentrate the light on the work. 

This point is very forcibly illustrated in the lighting of com¬ 
positors’ frames. In works lighted on the old-fashioned plan, with 
lamps imperfectly screened with shallow reflectors. ..,ne m t inf re- 



Fig. 161.— Showing illumination of cornposiiig-fraiues at i 
large printing-works !>y gas. 

The incandescent mantles are completely screened by opaque reflectors and an even illumina- 
tion provided on the wording surface. 

qnently finds that the workman has contrived for himself a paper 
screen to keep the light out of his eyes. The two diagrams in 
fig. 160, reproduced from Mr Wilson’s report, indicate the essential 
advantage of a well-shaded lamp ; and in figs. 161 and 10'2 we re¬ 
produce two general views of printing-works lighted respectively 
by gas and electricity, in which good modem methods are used: 
fig. 163 shows the use of semi-indirect arc lighting, which is also 
employed in the machine -rooms of some leading newspapers. 
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The choice of a reflector for factory lighting needs some care. 
Besides the usual functions of screening and directing the light, 
it is expected that it should collect as little dust as possible, and 
that it should be easy to keep clean. According to Clewell's 
tests, the deterioration in illumination caused by a three weeks’ 
deposit of dust and dirt on glass reflectors in offices may be 
about 10 to 15 per cent.; but the corresponding loss in an 
average factory in the same time might amount to 40 to 50 per 



Fig. 162. —Lighting of a lay-off table in a printing-works by tungsten lamps in 
steel reflectors (Benjamin), concealing filaments from the eye and distributing 
light on the table. 

cent. In most large factories it is well worth while to keep a 
staff at work keeping the lamps and shades clean, and Clewell 
makes some suggestions as to how this work might be standard¬ 
ised. In the case of incandescent gas-burners the importance of 
maintenance is even more essential, as most burners tend to suck 
in a certain amount of dust and in time become choked up. In 
this respect the high-pressure system is at a certain advantage, 
since the pressure keeps the passage clear. It has also been 
suggested that systems compressing a mixture of gas and air are 
advantageous in such circumstances, as the air for combustion can 
be taken in outside the room, where it is comparatively free from 
dust or fluff. 
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Another defect that is very objectionable in factories is a 
flickering light. This may arise through unsteadiness in the 
source itself (arc lamps "with poor equality carbons are notorious 
sinners in this respect), or may be due to tire shadows of moving 
belts and machinery. The best method of guarding against this 
last form of flicker is good diffusion of light; and by judicious 
grouping of the lamps in a whitewashed room, or by the use of 
indirect illumination, incorrect moving shadows can usually be* 



Fig. 163 . -Semi-indirect (Union) arc lighting in the paper room of a printings 


•avoided. A. flicker is sometimes produced by the vibration of 
lamps, but this is usually when the illumination is streaky : with 
a, uniform illumination, free from striations, it should not occur. 
In factories the arrangement of lamps is often determined by 
•considerations such as do not usually affect ordinary interior 
lighting. For example, by the position of large girders and iron 
lattice-work, travelling cranes, etc.; and “ over-all lengths of the 
lamp is frequently an important item. 

In machine-shops a large central space, leading into a number 
of side bays, is a very usual arrangement. The lighting of such 
s, shop by gas, oil, and electricity respectively was recently 





3^2 


J IODERX ILLUMINATING ENGINEERIN'G. 


treated in three papers by Franklin Thorp, Hadyn T. Harrison,, 
and J. E. Evened. 1 The central area, given up to heavy work 
and requiring- a good general illumination, is usually lighted by 
powerful flame arcs, or incandescent gas lamps (high pressure); 
the adjacent bays by appropriately spaced smaller incandescent 
units. A method that has a decided advantage, where the 
circumstances permit it to be used, is the placing of lamps in 
ceiling recesses or between the girders, so as to be screened from 



Fig. 164.—G-eneral illumination of machine-shop. 

„ T ke Installation consists of high candle-power QIazda) electric lamps, equipped with 
Maxualux reflectors hidden m the ceiling bays, so as to be kept well out of the line of "vision, 

the eye. This method (illustrated in fig. 164) answers best when 
a white ceiling is available. For lathes, where more or less fine 
work is undertaken, local light by well-screened lamps is usually 
desirable. On the other hand, where big work is done— e.g. roll¬ 
ing-mills, foundries, etc.—the lighting almost always is done on 
the “general principle.” 

The lighting of rooms containing closely packed and intricate 
machinery, such as printing-machines, cotton-looms, etc., requires 
somewhat different treatment. There seems little doubt that in 
such cases the diffusion of light from large bright surfaces, so 
as to penetrate into all the corners and amidst the mechanism, 

1 Papers read before the Manchester Association of Engineers, 25th Jan. 
1913, Ilium, Eng., London, vol. vi., 1913, p. 99. 
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Is the most important factor. For this reason the use of white¬ 
washed walls and ceiling is a valuable aid to the lighting 
engineer, and the use of indirect and semi-indirect method.* 
would often be beneficial. Sometimes the irregular nature of 
the ceiling is a difficulty, and in some mills in the north of 
England the manufacturers have gone to the expense of coat¬ 
ing them over with enamelled sheets in order to get a good 



Fig. 165.—Indirect arc lighting (Union) in a foundry. 

The type of unit shown is conveniently used when a white ceiling is not available. 

reflecting surface. In some printing-works reliance is placed 
on hand-lamps when it is desired to explore underneath the 
machines; but in any case well-diffused general illumination 
is essential 

In spinning-works the machines are commonly arranged in 
alleys, with a gangway between, the windows being located at 
the end of each gangway so as to allow the light to enter un¬ 
obstructed- The artificial light is usually provided by rows of 
lamps hung from the ceiling at intervals, in the gangway, so as 
to illuminate the machines on either side. Sometimes a separate 
light is allotted to each machine. This is possibly a letter 
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arrangement, but such lights should be well shaded ana ^should 
be supplementary to general illumination. * ’ ' 

There are many eases in which the choice of local or general 
illumination is optional. For example, one meets many com¬ 
posing-rooms in printing-works where general lighting is used 
and is considered satisfactory. But on the whole the compositor 
seems to prefer a local light, preferably adjustable. The view 
taken as to the amount of light required seems to vary with the 
individual, and is perhaps to some extent a function of age. 



Fig. 166.—Example of central lighting of spinning-room alleyway. 
(Tungsten lamps in enamelled (Ma 2 dalux) reflectors.) 


The local light, as explained above, should be fully screened 
from the eye. There is one objection to local lighting, namely, 
that such lights, while giving a good illumination on the frame, 
are.apt to leave the drawers in dense shadow. For this reason 
a certain amount of general lighting is also desirable. Perhaps 
the ideal solution would be a combination of local lamps and 
general semi-indirect illumination. 

As a general rule, one finds that local lighting is essential 
for all purposes where concentrationJof mind is needed, and the 
work is exceptionally trying to the eyes. In the tailoring trade, 
for example, where much work on darkhnaterial is done, a very 
high illumination is required, and it is hardly possible to provide 
for the needs of the worker without local lights. 
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A curious confirmation of this point was men tinned in a 
report on trades affecting the eyes, presented to the Royal 
Society of Arts in 1855 by Mr White Cooper, surgeon n/st 
Mary’s Hospital He stated that the number of eases of eve- 
strain among workers in these trades increased eoiisithrailv 
during periods of national mourning. This was ascribed to the 
•change of work to dark stuff, carried through as a rule at short 
notice at considerable pressure, and involving extra work bv 
.artificial light. 

In what has been said above we have mainly used as illus¬ 
trations problems involved in the lighting of machine-shops, 
and printing- and textile-works. But in every branch of fact or v 
lighting these same general problems occur. There are, in 
•addition, special circumstances depending on the nature of the 
business of which, the lighting engineer must take account. For 
example, in many chemical works the corroding effect of fumes 
•on joints, wires, and insulation must be guarded against. In 
other branches of work, e.r/. in illumination for processes using 
rapidly moving cutting-edges, the d i red km from which the 
light comes is vital. Again (as explained in Chapter VI. I, in 
.sections of the textile and printing trades, drapery, and many 
other trades, the question of the colour of the illuuiinant is of 
.great importance. The truth is that the lighting engineer, in 
order to make a success of his work, must not only understand 
illuminating engineering, but must make a study of the partic¬ 
ular needs of the trade with which he is dealing. 


The Lighting of Halls, Concert Rooms, Theatres. 

The lighting of a large hall has a good deal in common with 
'the illumination of a lecture-theatre. It is necessary to provide 
a moderate illumination over the body of the hall, and to add 
.•special local lighting from the platform. The light should 
.sufficient, and the eyes of the audience should not be trouble! 
by glare. 

In most public halls the general illumination provided 

'throughout the auditorium does not exceed 1 foot-candle, and 
this is doubtless enough to enable the programme to be read ; 
but perhaps 2 foot-candles might be considered better still, 
'The most usual method of lighting is to use large candle-power 
lamps, equipped with suitable reflectors, and spaced to give even 
Illumination over the auditorium. Sometimes the lamps are 
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mounted on a few large chandeliers. There are people who 
believe that in the course of the next few years the use of large 
chandeliers will gradually cease, and the lights, instead of being- 
spaced at intervals over metal work, will "be collected together in 
large hoods, howls, etc. The method seems a more promising- 
one from the lighting standpoint, and should lend itself well 
to artistic treatment. Whatever method is adopted, the lamps 
should he well shaded, and should preferably he placed high up 
out of the direct range of vision of the audience. Fig. 167; show¬ 
ing the main hall in the Leeds Training College, illustrates the 
advantage of placing these units high up. In this case the hall 
is lighted by four Nonpareil sun-burner units, each equipped 
with twenty-eight inverted mantles. 

The extra illumination on the platform is usually required 
by the speakers or performers. For example, it enables a lec¬ 
turer to read his notes in comfort and to illuminate any objects 
he may wish to exhibit to the audience. Special lighting 
is, of course, necessary for an orchestra, and a local shaded 
lamp for each performer is now practically always provided. 
The illumination on the platform also serves the purpose of 
fixing the attention of the audience on this spot, in the same 
way as the brighter illumination of the stage holds all eyes in 
the theatre. 

In theatres, cinematograph halls, etc., where the lights are 
turned down during the performance, the illumination in the 
auditorium is frequently allowed to fall very low. In cinemato¬ 
graph theatres it is becoming customary to dim the lights, but 
not to extinguish them altogether during the performance—a 
precaution that would no doubt lessen the risk of a panic in the 
event of a fire. It seems possible that a low general illumina¬ 
tion of, say, 0*25 to 0*5 foot-candle would be of convenience to 
people at the theatre, and would not he sufficient to distract 
their attention from the performance. There are some theatres 
in London where it is extremely difficult to read a programme 
in the pit even when the lights are full on. In the theatre each 
member of the audience needs the same light; in a cinema hall,, 
on the other hand, it is mainly at the back, where people are 
constantly entering, that the light is needed. It has therefore 
been recommended that the illumination should be graded from 
about 0-3 foot-candle in the front of the hall to 1 foot-candle 
at the back. 

In theatres and cinemas, where the performance consists 
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Fi&. 167.—Assembly hall lighted by four “nonpareil” sun-bamer* r 
roughly one-ninth of a cubic foot of gas per squat e foot of floor 
illumination produced being 8 foot-enndle&. 
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essentially in an appeal to the eye, anything in the least glaring 
is out of place; and a soft subdued lighting for the auditorium 
is best. Bracket lights on the eye-level should be used with 
caution. If it is considered necessary to supplement the ceiling 
lighting in this way, concealed lamps designed to illuminate 
light-tinted panels, frescoes, etc., similar to those shown in the 
illustration of the West End Cinema (see p. 308), may be used 
with advantage. This method has considerable artistic possi¬ 
bilities. The use of an illuminated dome in the ceiling is also 
becoming common, and the nature of the building usually lends 
itself well to this treatment. 

In the theatre the need for avoiding glare has long been 
recognised, and the motto “ Light on the object, not in the eye ” 
has been adopted from the very earliest days of stage lighting. 
But there is another form of glare, the shock experienced when 
the lights are suddenly turned up, against which the audience is 
not always protected. In cinemas, where the lights are turned 
on so much more frequently, the effect of this sudden shock 
is apt to be particularly trying. In the best modern theatres 
and cinemas the lights are switched on through a rheostat 
or “dimmer, 55 and the change from light to darkness is made 
gradually. 

The lighting of the stage is an art in itself. Something will 
be said regarding stage devices under the head of decorative 
lighting. Readers may be referred to an article in The Illumin¬ 
ating Engineer for 1908 1 and to a book on decorative electric 
lighting by Prof. W. Biscan of Leipsic. This work also contains 
a useful summary of the methods of providing for safety in 
theatres by alternative lighting arrangements. 


The Lighting of Hospitals and Infirmaries. 

Several papers have recently been presented dealing with 
hospital lighting. Most of those who have investigated the 
subject agree that the lighting of hospitals and infirmaries is in 
general very poorly done. Yet the claims of good illumination 
may be considered exceptionally pressing in the case of people 
in an enfeebled condition of health, by whom small irritations 
and inconveniences will be felt which would be of comparatively 
small consequence to a healthy subject. 

1 “ The Development and Present State of Stage Illumination, 1 ” Ilium. Eng., 
London, vol. i., 1908, p. 645. 
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The importance of abundant access of daylight into the wards 
is, of course, well realised, for in a hospital surelv the hvgienic 
cleansing action of the sun's rays are particularly valuable. It 
may be mentioned that a few years ago the Westminster Hospital 
obtained an injunction limiting the height of a neigh fuming 
hall then in course of construction on the ground that it would 
obstruct the daylight and impede the recovery of patients. 

The artificial lighting of a hospital may be divided roughly 
into two sections—the lighting of the wards, and the special 
appliances required for the illumination of the operating table., 
Particulars of the details of such appliances will be found in the 
papers referred to in the foot-note to this page. 1 

The chief essential in ward lighting is that there should lie 
no glare, and that conditions likely to prove objectionable to the 
eyes of patients should be very carefully avoided. The illumin¬ 
ation should be restful and subdued, and a value of iKj idut- 
candle has been suggested. Indirect methods have sometimes 
been recommended. On the other hand, some have contended 
that this method is undesirable, for the reason that the patients 
lying in bed and looking upwards would be troubled by the 
brightly illuminated ceiling; it has therefore been urged that 
local well-shaded lights are preferable. This objection might 
perhaps be met by using indirect units of relatively small candle- 
power and placing them above the gangway, so that the most 
brightly illuminated portion of the ceiling is that most rcinott* 
from patients’ eyes. 

Objection has been taken to the method of placing lamps in 
concentrating reflectors above each bed, on the ground that the 
patient is not encouraged to read by artificial light in the 
hospital and does not require such a light, and that the glare is 
apt to be trying to the eyes of a patient lying on his back. On 
the other hand, such local lamps may be of assistance to the 
physician, providing a strong illumination under which to 
examine the patient -while going his rounds. From this point 
of view the light above the bed would appear desirable, but it 
should only be turned on when required for this purpose; or, it 
the ward is electrically lighted, plugs may be provided from 
which current may be taken when desired. 

1 “The Artificial Lighting of Hospitals, 1 ’ by J. l)ar eh (paper^ievi at 
Congress of the Boyal Sanitary Institute at Belfast, July 1911 ; lu'M- Ea.u.* 
London, vol. iv. p. 521). u Hospital Lighting/ by IV”. S. Kilmer % pi}er n -id 
at the Convention of the Am. Ilium. Eng. Soc., Sept. 1913 > 
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Appliances for the illumination of the operating table 
usually involve the production of a high local illumination, 
up to 10 foot-candles or more, by means of lamps mounted 
in opaque concentrating reflectors. Ail elaborate system of 
mirrors (Siedentopf system) has also been used for the same 
purpose. In either case the intention is the same, to provide 
a very strong local illumination from a source which should 
be completely screened from the eye. 

Church Lighting. 

The lioditinor 0 f churches demands tact as well as skill. 

o & 

There are usually many people connected with a church whose 
views have to be considered, and the limitations imposed on the 
lighting engineer vary widely according to the religious denomi¬ 
nation of the church and the antiquity of the building. 

There are certain broad rules, mentioned above in connection 
with the lighting of public halls, that should always be observed. 
Lights should be so placed that they do not dazzle the eyes of 
the congregation or the preacher. Nothing is more annoying 
than to have one’s view obstructed by low-hanging chandeliers 
glittering with light, and such excessive intrinsic brilliancy is 
usually quite out of keeping with the nature of the building. 

On the other hand, the intensity of illumination required 
differs somewhat according to the nature of the church. As a 
rule, congregations worshipping in modern buildings desire a 
good light. In most English churches a general illumination 
over the seats of 1 foot-candle would be suitable. But naturally 
it may not be feasible to light a vast cathedral in this way, 
and the nature of the worship may not require it. In most 
cathedral services the congregation do not take a very active 
part in the services, and therefore do not require a strong light. 
In the Greek and Russian Church, and in many Eastern mosques, 
most of the services are repeated by rote, and there is no need 
for the congregation to be able to read. Moreover, in many of 
these old churches subdued lighting and a certain air of mystery 
are traditional, and the introduction of modem illuminants and 
strong lights would not be welcome. When the Be vis Marks 
Synagogue in London was redecorated a few years ago it was 
decided to retain the original arrangements, which are modelled 
on the famous synagogue at Amsterdam, and to keep candles as 
the sole illuminant. 
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In the famous elmrcli of Santa Sophia in 0. mutant iimph* 
the lighting is canned out by numbers <,f small .,i] lamp-. 




Ck v 


Fig. 168. —The famous mosque of Santa Sophia, Constantinople. lighted by 
numbers of small oil lamps on large chandeliers. 

"View looking from nave towards evedrse. 

mounted on immense chandeliers; the effect of these myriad* 
of little lights twinkling in the dusk is said to lie very fine. 
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Nevertheless the new illuminants are making headway,, 
and quite a number of old churches are now lighted by 
gas or electricity. Some of the vast suspended coronae in 
Continental cathedrals are thus lighted. It would usually 
be preferable to get the additional light without its being 
obvious that modem lamps have been installed ; for this reason,, 
it may be suggested that the use of bare lamps or mantles- 
should be avoided, and that they should preferably be screened 
in antique lanterns, etc., fitted with diffusing glass. 



Fig. 169.—-In this installation the illumination was improved by the introduction 
of a number of new fittings, all following the original Moorish design. 

Holophane hemisi>lieres and pines were used to screen the electric lights, and the text in the- 
background was lighted by concealed lamps behind the arch. 


There is room for considerable artistic skill in the design of 
fixtures to give additional light but to harmonise with the style 
of the interior. Fig. 169 shows, a view of a synagogue, the 
lighting of which was recently remodelled under the supervision 
of one of the authors. In this case a number of additional 
fittings in Moorish style were designed, to harmonise with the- 
existing installation, and were combined with Holophane glass- 
pines and hemispheres. The installation is interesting as an 
instance of the compromise between the claims of improved illu¬ 
mination and faithfulness to the original style of the building. 
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In the ease of buildings of national ami historic importance — 
such as Westminster Abbey, St Paul’s Cathedral, and <*th.*r gn at 
cathedrals in this countiy—the lighting should surely U- m-C med 


* I m I 


Fig. 170.—A view oftheEberhar.lt itmom.1 Church iUalumka. Inlin a. 

TT. S.A. .lighted by indirect V-ray nttiH'V. 

oat very caret,.Uy and sp««*l pai» tnO„ to «vokl the 

duction of incongruities. 

It i, ii»poisibil« to l»y bn any general tula- • ■ _ 

ing of churches. The ^ li(Thts from 

chandeliers, coronse, etc., oi b\ indmou 
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the roof; lamps may also be mounted round the front of the 
gallery. Occasionally lamps are attached to the pillars, but in 
this case they are apt to be on a somewhat low level, and careful 
shading is essential. 

In most churches some degree of local lighting will be 
needed. Special attention should be paid to the needs of the 
choir, and the pulpit or reading-desk require well-shaded local 
lighting. These lights need particularly careful screening, so 
that they neither shine into the eyes of the preacher nor dazzle 
the congregation. Readers may be referred to a special section 
on church lighting which appeared in the Illnvihiating 
Engineer some years ago, as well as to various articles and 
papers that have appeared from time to time in the American 
journals . 1 There are in the United States many handsome 
modern churches into which indirect electric lighting has been 
introduced. A case in point is the Eberhardt Memorial Church 
of Mishawaka (Ind.), sent us by the National X-Ray Co. of 
Chicago, and shown in fig. 170. The method would not be 
applicable in many of our older churches, but for new buildings 
it seems to have great possibilities. The imposing effect of the 
large units and the restful and subdued light seem well adapted 
to church lighting. 

o O 


Illumination of Picture-Galleries, Museums, etc. 

The artificial lighting of picture-galleries and museums has 
been very little studied at present. It seems to be assumed that 
such institutions will be mainly visited during the daytime. In 
some instances—in picture-galleries especially—artificial light¬ 
ing is not introduced on the ground of safety. The treasures 
they contain are so priceless that even a remote risk of fire 
would not he tolerated. 

On the other hand, it may be urged that the number of 
people who can spend much time in picture-galleries and 
museums during the daytime is strictly limited, that national 
treasures should be open to all, and that it should not now be 
out of the hounds of possibility to devise a method of lighting 
that is absolutely safe. 

It will at least he conceded that if artificial illumination is 

1 S telllum. Eng., London, Jan. 1910; also “Church Lighting, 3 ’by R.33. Ely, 
paper read at the Convention of the Am. Illuminating Engineering Society at 
Pittsburgh, Sept. 1913. 
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introduced into picture-galleries and museums at all. it should 
be well done. It is of little avail to spend large sums of nionev 
on objects that appeal to the eye and then to grud<m the 
relatively small expense needed to make them visible* ] t J 5 
well worth while to spend pains on a method of light im-- that 
brings out all the points of interest in an exhibit. This is'ii ease 
in which the motto “ Light on the object, not in the eve " is 
particularly applicable. Glaring or badly placed lights, such as 
dazzle the eyes and throw inconvenient shadows, should nt all 
costs be avoided. 

In lighting a museum the method adopted should natural! v 
depend on the quality of the exhibit. In a room containing 
fairly large objects good general illumination is desirable, and 
the light should be particularly well diffused so as to get into 
all the crannies and reeesses. In such rooms indirect Ih'htiim 
would often be of service, especially if the architectural features 
and lighting were planned simultaneously. In the South 
Kensington Museum, built a few years ago, little was done in 
this respect. In the case of new buildings it is surelv not too 
much to hope that the opportunities for such co-ope ration will 
not be lost. 

It is b y no means unusual to find all the rooms in a museum 
lighted on a uniform plan by chandeliers hung over the gang¬ 
ways, and comparatively distant from the objects they are meant 
to illuminate. If, in addition, the chandeliers are provided with 
shades which do not cover the filaments and have little directing 
power, the illumination of exhibits in the more remote parts of 
the room may be far from sufficient; and this effect of gloom 
and obscurity is intensified by the glare of the lights. 

In rooms containing cases of small objects the special illumina¬ 
tion of these exhibits by concealed local lighting is well worth 
attention. People are often attracted by a cabinet so lighted, who 
would otherwise pass it by. In some sections of the British 
Museum there are a number of cases illuminated in this way. 
On the other hand, it must be remembered that the contents 
of such cases are occasionally so valuable that it would not lie 
permissible to introduce lights inside; also it is freifii tail ly 
the rule that only the curator should have access to the inside, 
and the case cannot be opened by any attendant for the purpose 
of installing new lamps, etc. 

The artificial lighting of picture-galleries is a different and 
in some respects a simpler problem. In the ease of most other 
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lighting iiMsillatioiis we <1 re cliiefi\" concerned in obtaining a 
strong horizontal ilhimiiiafioii, and the amount of light allotted to 
tin* walk mar be relatively small. But in a picture-gallery 
thv>f condition* are exactly tin* reverse. The illumination is 
mainly rouuhvd on the walls where the pictures ate hung, and 
tin* gHieral limiting of the door need not be powerful. 

Some wiivV needed to ensure that the lighting appliances 
«!,> nut obstruct the view of the pictures; chandeliers, unless 
lame exceptionally high, are apt to have this effect. Some of 
the very large chandeliers met with in old palaces and mansions 
would, certainly never be installed now. Other points that 
!Vi|iiirt* attention are the avoidance of reflections of lamps in 
the glass of pictures, and the placing of lights in such a way 
tint the view of a person drawing near to the picture is not 
obstructed by his own shadow. As a means of avoiding these 
defects, and in order to provide even illumination over a large area 
covered by pictures, indirect and semi-indirect methods would seem 
U > have advantages. There are,however, many cases in which they 
cannot he applied, as the ceiling area is given up to skylights. 

When we have to deal with isolated pictures, the use of 
special local lamps in appropriate reflectors of the type described 
in the last chapter (e.g. the Uniflux) may be preferable. This- 
enables each picture to be treated separately. A carefully 
designed system is necessary to get even illumination over a 
large area, and to avoid direct reflection of this source. In some 
cases it may not be desirable to illuminate the picture evenly 
all over ; for example, in a portrait the intention of the artist 
may W carried out best by concentrating the light on the face 
and allowing the illumination to diminish somewhat on either 
side of this point. 

The daylight illumination of galleries is naturally best pro¬ 
vided for by overhead lights. In one gallery in the United 
States artificial lighting on a similar principle has been provided, 
the lamps, in concentrating reflectors, being mounted above the 
skylight, which is made of diffusing glass. In this way an 
effect is secured somewhat similar to that of sunlight coming 
through a light mist. The method has also the advantage that 
the lights are entirely 7 outside the room, and the danger from 
Are is accordingly 7 remote. 

In the course of a discussion on this subject, opened by 
Prof, Silvanus P. Thompson at a meeting of the Illuminating 
Engineering Society (London) in 1914, several artists pointed 
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out that the light should be arranged to fall on the pictuxvs. but 
that the spectators should be left in comparative shadow, just 
as the auditorium is darkened in a theatre. It was suggested 
that an adjustable canvas screen should be placed under 
the skylight, blocking the light immediately underneath but 
allowing it to pass unobstructed on to the pictures lining 
the walls. 

It might be supposed that in an art gallery, where colour¬ 
ing is an essential feature, a quality of light identical with 
daylight, giving true colour values, would be preferred. There 
would seem to be an opening for the ^artificial daylight " 
methods described in Chapter YL On the other hand, a different 
view is occasionally taken. For example, in some galleries in 
private houses the appearance of the elaborate gold frames is 
considered an important feature, and we have met cases in 
which carbon electric tilament lamps were preferred to tungsten 
lamps, on the ground that the latter made the frames appear like 
brass, and the rich gold colouring obtained from the ruddier 
illuminant was lost. 1 


Shop Lighting. 

Artificial lighting is an important item to the modern shop¬ 
keeper. In past years, when the streets were so feebly lighted 
and means of locomotion were much less perfect than they are 
now, people did almost all their shopping in the daytime. As 
soon as night had fallen the streets became empty and merchants 
put up their shutters. But now the evening shopping is often 
a most important part of the day’s trade. People Hock into the 
streets in the evening; at Christinas time the brightly lighted 
windows are looked upon as one of the sights. 

A distinction should be drawn between the illumination of 
the windows and the lighting of the interior of a shop. A 
number of papers have been read dealing with both aspects. 
We may mention particularly those of Stockhausen, 2 Prangtiell 
and Broadberry 3 in this country, andjhose by Henninger, 4 and 
Law and Powell : in the United States. 

1 See a discussion at a meeting of the Illuminating Engineering Society, 
London, 17tli Feb. 1914. 

2 Ilium. Eng., London, vol. i., 1908, p. 289. 

3 Ibid., vol. v., 1912, pp. 123-156, 201-214. 

4 Trans. Am. Ilium. Eng. Soc., vol. vii., 1912, p 178. 

* Ibid., p. 537. 
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sit from its darker surroundings and attracts- 
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provides a generous illumination by conceal 
spaced along the top of the window. % v * DAN^^ 

Windows may also be lighted by lamps placed entirely out¬ 
side. In this case it is desirable that the side of the lamp facing 
the street should be screened so as to avoid glare in the eyes 
of drivers of vehicles and passers-by. The use of unscreened 
powerful lamps is sometimes defended on the ground that they 
act as an advertisement. But the functions of attracting notice 
and illuminating the goods should not be confused with one 
another. A lamp which attracts attention and then dazzles the 



Fig. 17*2.—A poor arrangement. 

The bright lamps dazzle tlie eyes of people looking in at tlie window, and relatively little light 
is shed on the goods. 


observer defeats its own object. In some cases diffusing trans¬ 
lucent screens, carrying the name of the shop, are used to cover 
the lamp; and, from an advertising standpoint, decorative and 
novel screens would seem preferable to merely exhibiting a 
bright lamp. In outside lighting some care is necessary to- 
avoid inconvenient reflection of lamps from the glass of the 
window. 

Concealed lights inside the window probably yield the most 
artistic results. As an example of what can be done in this 
respect we reproduce, fig. 171, a view of one of the windows 
in Harrods’ Stores. Contrast this with fig. 172, showing the 
effect of bare metal-filament lamps spread among the goods. 
Unscreened lights should never be placed among the contents 
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Km. 174- — Window lighting by gas lamps, screened on the 
side facing the roadway. 
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The reflectors used with a row of lights above the goods 
should be selected according to the size and depth of the window 
illuminated. Some examples of reflectors, suitable for windows 
of various dimensions, and the corresponding polar curves 
derived from them, were given by Henninger {lac. eit.). Another 
method occasionally employed is to 
box in the window with panels of 
did using glass placed above the goods, 
and to mount the lights in concentrat¬ 
ing reflectors above this screen. The 
•diffusing effect of this arrangement is 
very good ; it has the advantage that 
the lights can be kept entirely out of 
the window area, and may receive 
attention without disturbing the dis¬ 
play. In the case of gas lamps this 
is a special advantage, and might en¬ 
able such lamps to be used in cases 
where the existence of products of 
combustion would otherwise be a 
drawback. This same method has 
occasionally been used in connection 
with arc lamps in the manner shown 
in fig. 175. The lamps are arranged 
so that they can be withdrawn at the 
side of the window for trimming. 

Another method of lighting which 
has proved very popular during the 
last few years has been the use of 
reflector signs o£ the type shown in 
fig. 176. 1 These are fitted with diffus- are^STfor 

ing glass on the side facing the street. shop-window li^ht to be eon* 

Ihe white surface of tins glass helps aside to receive attention when 

to concentrate the light on the goods needed. 



behind, and may carry a name, motto, 

etc. A somewhat similar principle is sometimes combined with 
the roof system of lighting above glass panels, referred to above. 
The majority of the light in such cases is concentrated down¬ 
wards, but a certain amount may be allowed to be emitted so as 
to illuminate a facia sign carrying a name plate and placed along 
the top of the window. 


See Prangnell, lac. cit. 
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I'i.- n^'iXxy of illumination required in shop windows is 
i’i» *., /i, nr }y high: for example, in Harrods 5 windows the sur- 
i‘.u, brightness of the light-coloured goods approaches 15 to 20 
In the paper by Henninger a consumption of 
* !<-:rieitv «>f 1 "25 watts per cubic foot of space lighted was 
"Ut-d a> a n>niil figure. For window lighting it seems prefer- 
uhg p, this method rather than to state the consumption 
r :* v,. ,iuiv foot of floor area, as the light is needed to illuminate 
\eiikeil surfaces as well as horizontal, and allowance must be 
made !>i»th fertile height and depth of the window. The amount 
»*f light provided in a window is naturally settled by other than 



Front elevation. Section. 

Flu * 1^-—Arrangement of sign reflector to denote a particular department. 


purely utilitarian considerations, the intention being to produce 
a striking and spectacular effect. 

It may be observed that the illumination is in some measure 
a function of the quality of goods displayed. If these consist 
of dark materials, which reflect little light, a higher illumination 
will be necessary than in the case of light goods (such as silks 
and cottons) It is very essential that the light in these cases 
should be well diffused by reflection, so as to strike the objects 
on view from many different directions; for this reason it is 
usually easier to produce a good effect in a window containing 
ighi goods than m one which contains mainly dark and heavy 
mgs. The background is of some importance. It should he 

adrnnto ITTr T itl? f Qd d / Splay the S° ods to the best 

to thelflt T T 1 18 ° ften ° f considerable assistance 
W T “7 T 1; ?laSS P artitiona - though often preferred 
by the merchant, are a drawback from the lighting standpoint. 
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giving rise to inconvenient reflection. The illumination, although 
well diffused, must not he entirely without shadow. Otherwise 
the window will appear somewhat flat. For example, in a dis¬ 
cussion of the papers by Messrs Prangnell and Broadberry. in 
1911, Mr V. H. Mackinney mentioned a case in which light coming 
at an angle was deliberately superimposed over the main illu¬ 
mination. This was needful in order to show some shadow on 
the face of a figure in the centre of the window. 

In considering problems in shop-window lighting one is often 
forced to consider the method of arranging the goods at the same 
time. Window dressing and window lighting ought, strictly 
speaking, to be considered together. 

It will be observed that there are two distinct ideas in 
shop-window dressing. In some shops the general idea is 
to make the window a catalogue of the contents of the shop. 
The person in the street inspects the window with a view 
to identifying something lie wants; if he does not see it he 
probably passes on, and the shopkeeper too assumes that any¬ 
body entering the shop has made up his mind what lie wants 
to buy. 

Quite a different view is taken of the functions of many 
of the best shop windows. The merchant seeks rather to 
produce a novel and striking effect by collecting together and 
skilfully arranging a few choice goods. This display serves to 
attract people and acts as an advertisement; customers only 
begin to look for the object desired after entering the shop. 
The window is a choice sample rather than a catalogue. 

This method is the most convenient for the production of 
artistic effects, and windows so arranged are much more readily 
illuminated than those that are crowded np to the very top with 
a miscellaneous collection of small articles; here each object 
is apt to throw a shadow on the adjacent one, and the light is 
only diffused with difficulty. If the goods are brought very 
near the glass, outside lighting may be a necessity. 

Let us now turn to the lighting of the interiors of shops. 
Here again the value of good illumination is unquestionable. 
In gloomy and ill-lighted shops the assistants will probably 
have difficulty in finding things promptly, and the service 
suffers. Bad lighting is also conducive to misunderstanding. 
A customer who is served in a poor light probably leaves with 
a vague feeling of dissatisfaction and retains an unfavourable 
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in a mug o>w down a gangway. This method is naturally 
nut s i witisfactory as If the lights were placed Immediately 
ah j\v tL»* com iter, hut may give fairly good results if the right 
type shades are used and the ceiling is light in tint. But 
If inadequate shades are used, and the lamps are hung too low, 
insufficient illumination on the counter is probable, and it is 
likely that the customer, in trying to examine objects, will find 
himself in Ids own shadow. As in the case of window lighting, 
tiie nature of the goods has an important influence. An especially 
strong Illumination should be provided for showing off dark 


materials. 

In lighting large departments the need for flexibility in the 
system should be borne in mind. Xot only is the arrangement 
of the goods altered from time to time, but the dividing up of 
the space and erection of partitions may completely change the 

character of the interior. 

A distinction may be drawn between the needs of small 
shops where the counter lighting is the chief consideration, and 
large stores where a bright general illumination over consider¬ 
able area is needed. For the latter purpose indirect and semi- 
indirect lighting seem to be attracting notice, and have some 
distinct advantages. But judgment is necessary to avoid the 
defect of flatness. 1 ’ Shop lighting, without being glaring, 
should be stimulating rather than “ restful.” It seems probable 
that indirect and semi-indirect lighting would answer best in 
rooms containing a fair amount of polished goods—such as 
furniture, china, etc., which shine and sparkle to some extent 
and give a certain amount of “ life ” to the display. From this 
standpoint semi-indirect lighting might he preferable to total 
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imlireit illumination where there may be no very bright 
surfaces to undergo reflection, and therefore a deficiency in 

sparkle. 

In certain cases, such as the illumination of jewellery, sparkle 
is an essential feature, and sources having a high intrinsic 
brilliancy should therefore he employed. Such sources are, 
however* to be screened as far as possible from the eyes of 
customers. There are other cases — rooms containing motor 
cars, bulky machinery, etc.—where good diffusion may be so 
vital as to reconcile the merchant to the somewhat mild 
effect of pure indirect lighting. 

As a special instance of the applicability of indirect and 
semi-indirect lighting we may mention a barber’s shop. Here 
the customer leans back in such a position that he must look 
towards the source. The barber requires a strong illumination 
on the customer’s face, and if direct lighting is used it seems 
almost inevitable that the eyes of customers should be dazzled. 
But with an indirect or semi-indirect system the glare is largely 
absent. The good diffusion would probably be an advantage 
in illuminating the face of the person about to be shaved, since 
it would mean that it was lighted up by rays coining in many 
different directions. One might multiply instances where special 
methods of lighting are necessary, according to the nature of the 
trade. A typical example is afforded by those trades in which 
the appearance of colours is of consequence—for example, in a 
draper’s shop, a florist’s, or a picture dealer’s, etc. It is possible 
that in many such shops some form of artificial daylight may 
prove of value. 

Illumination for Games played under Cover. 

There are many hall games that can be played under cover, 
and there has recently been quite a brisk development in 
covered courts for lawn tennis, racquets, and the like. In our 
climate it is naturally a great advantage to be independent of 
the weather, and it is now becoming customary to provide 
artificial lighting, enabling the game to be played independently 
of daylight as well. 

Comparatively few people can spare much time for games 
during the day. Yet it is only in the summer that much play is 
practicable in the evening; during the short winter days the- 
hours of play are much restricted, and there may even be times 

\ 

\ 
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when the light is so poor that nothing can he done. To the 
busy man, therefore, the possibility of being able to indulge his 
pastime during the evening by artificial light means a great 
deal. 

Swimming-baths, gymnasiums, etc., have been lighted artifi¬ 
cially for years. The requirements in both cases are simple— 
the provision of a well-diffused general illumination by lamps 



Fig. 179.—A gymnasium lighted by tungsten lamps in Holophane reflectors, 
placed high up out of the line of view. 


placed high up out of the range of view. In fig. 179 we repro¬ 
duce a view of a gymnasium so lighted. 

But the lighting of areas devoted to hall games is a more 
complex matter. The conditions of illumination necessary to 
enable the eye to follow the rapid flight of a ball need to be 
studied very carefully, and will be found to vary considerably 
in the case of different types of games. Anyone attempting 
to illuminate, say, a lawn-tennis court should be himself a 
player, or should at least have the advice and co-operation of 
someone who is thoroughly familiar with the game. 

Until about five years ago the use of artificial light for 
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gutties of this kind does not appear to have received much 
attention, and even now there are not many successful installa¬ 
tions. About four years ago a description of the artificial 
illumination of a baseball ground in Cincinnati, U.S.A., uas 
published ; 1 and Rolph has' described the method of lighting 
bowling-alleys in some detail." In the former case the lighting 
was accomplished by a series of large projection arc lamps. 




The chief feature in the lighting of a bowling (skittle) alley is 
the screening of the lights in the direction facing the player, 
and the provision of a powerful illumination to display the pins 
at the end of the alley. It appears that the best results are 
obtained with an illumination of about | foot-candle at the 
commencement of the alley, gradually mounting to 3 to 5 foot- 
candies at the end where the pins are situated. 

T. J. Li tie has described the gas lighting of lawn-tennis 
courts, 8 and also of a green devoted to the practice of “ putting 

1 Ilium. Eng., U.S.A., vol. iv., 1909, p. 301. 

2 Jraw. Ilium. Eng. Sac. U.S.A., vob v. p. 586. 

3 IIIum. Eng . 7 London, vol. v., 1912, p. 502. 
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by devotees of golf. 1 Portable acetylene flares have also been 
used to illuminate bowling-greens by night, but these were 
essentially outdoor installations and hardly come within the 
scope of this chapter. 

Two of the most interesting installations so far described 
are the covered lawn-tennis courts at Dulwich 2 and Liverpool, 3 
designed by Mr H. M. Rootham, and lighted respectively by 



Fig. 181. —View of covered tennis court at Liverpool, showing side-lighting 
by tungsten lamps in special reflectors. 

high-pressure gas and electricity. Views of these courts are 
shown in figs. 180, 181. In both cases four lamps are spaced 
down each side of the court and equipped with special reflectors 
screening them from the eyes of the players. At Dulwich gas 
lamps stated to give 1500 c.p. were used; at Liverpool 1000-c.p. 
tungsten lamps. There are also lamps in conical shades at 
either end of the court, so as to produce a specially strong illu¬ 
mination near the service line and enable a player to observe 
his opponent closely when in the act of serving. The actual 
illumination on the courts at Dulwich is about 3 foot-candles. 

1 IUum. Eng.) London, vol. vi., 1913, p. 299. 

2 Ibid.) vol. iv., 1911, p. 273. 

3 Ibid.) vol. vi., 1913, p. 507. 
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The consumption of electricity per court at Liverpool is approx¬ 
imately 10 units per hour; at Dulwich each court requires about 

250 cubic feet of gas per hour. 

In order to render the white balls clearly visible, and also 
to avoid multiple shadows from the moving ball, the court 
surface is painted a dead Hack. In the Dulwich court the back¬ 
ground is also black, but at Liverpool a light-green colour was 
preferred It is possible that indirect lighting might be still 
more suitable for lighting a lawn-tennis court, but in practice 
the system is usually rendered impracticable by the fact of the 
roof being mainly utilised for a skylight to illuminate the 
court in the daytime. It is, however, possible to derive con¬ 
siderable assistance by reflection from light walls. The day¬ 
light illumination also deserves some care. It is preferable to 
arrange the skylight in such a way that direct sunlight never 
strikes the playing surface of the court; in northern latitudes, 
where the sun is never directly overhead, this is quite practicable. 
In view of the intimate connection between the lighting of a 
covered court, the method of staining walls and floor, and the 
arrangement of the windows, it is very desirable for the 
planning of the building and the lighting to be worked out 
together. 

There are other hall games, such as fives and squash 
racquets, that may also be carried on by artificial light. In 
these cases a black ball and white surroundings can he used, 
which is favourable to good diffusion and greatly simplifies 
the lighting problem. A number of squash - racquet courts 
have been erected by Mr Rootham and lighted on a uniform 
plan by overhead tungsten lamps in five Holophane bowl 
reflectors. The consumption of electricity for such a court 
would probably be about A unit per hour, and the resulting 
illumination about 2 foot-caudles. 

The lighting of Badminton courts is a simple matter, as the 
shuttlecock travels comparatively slowly and is easily followed 
by the eye. The chief point is to screen the lights and to place 
them well up out of the range of vision of the players. 

A by no means unimportant problem is the lighting of 
rifle ranges. The chief essential here is to provide a strong 
and even illumination over the targets, the actual sources of 
light being concealed from the eyes of the firing party. The 
lights should be controlled at the end from which firing 
takes place. 
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Decorative and Spectacular Lighting. 

In concluding this chapter a reference may be made to the 
latent possibilities in the use of artificial light for artistic and 
decorative effects. In the last chapter it was remarked that 
there is great scope for taste and ingenuity in the design of 
fixtures, and the same applies generally to many problems in 
interior illumination. 

Light and art must always he closely associated. The nature 
of this luminous image depends on the manner in which the 
surrounding objects are illuminated, and it is only through the 
rays of light reflected from such objects that they become visible 
at all. 

Architectural effects do essentially appeal to the eye. Having 
so many centuries of tradition behind it, decorative and archi¬ 
tectural design has naturally been governed by the appearance 
of objects as seen by daylight. Such arts date back to the time 
when artificial illuininants were in a primitive condition, and 
had little influence on social conditions. But in this century the 
proportion of our lives spent under artificial light is far greater. 
Important social functions and gatherings now take place mainly 
in the evening, and many of our buildings are actually used more 
by artificial light than in the daytime. 

It should therefore be a matter of interest to the architect 
how an interior is lighted. The use of carelessly placed lamps 
and imperfect methods of screening may entirely destroy the 
charm of an interior; tasteful methods of lighting may enhance 
it. Moreover, artificial light is much more completely under 
man’s control than daylight. In the theatre—essentially a 
building for evening entertainment—this conception of light as 
a decorative agent has already made considerable headway, but 
there is no reason why It should not be applied in many other 
classes of buildings. 

Before any great advance in this direction can be made, it is 
essential that the lighting should be regarded as an integral 
point in the architectural design, and deliberately planned out 
simultaneously with the structure of the building. An illustra¬ 
tion of the benefit of such co-operation has already been provided 
by the lighting and design of covered lawn-tennis courts. But 
here the object of the lighting was strictly utilitarian. When 
we are aiming at a decorative effect the possibilities are infinitely 
greater. Mr H. B. Lanchester, F.B.I.B.A., in a paper before the 
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Koyal Society of Arts(London) on “ The Design and Architectural 
Treatment of the Shop," recently remarked that the resources of 
artificial lighting are rarely sufficiently exploited, and the same 
holds good for many other classes of buildings (hotels, restaurants, 
clubs, public halls, etc.) where the evening may be the most 
important period. 

The practical details of such co-operative schemes remain to 
be worked out. Even the principles involved in the use of light 
for decorative effect are by no means established. Such matters- 
as the desirable brightness of sources of light in comparison with 
that of the walls and surroundings; the relative amount of light 
to be allotted to the floors and upper parts of rooms, executed in 
various architectural styles: the conditions of shadow desirable,, 
and their use in emphasising fluted columns, alcoves, carving, 
etc.: the placing of sources above ceilings and domes, or in 
niches and mouldings ; the illumination of frescoes; and the 
infinite possibilities of subtle colour harmonies—all these have 
only been investigated by the few. Special reference may be 
made to various papers published in the United States by 
Mr \V. Bassett Jones, 1 and particularly his account of the 
lighting of the Allegheny Memorial in Pittsburgh, on which 
something was said in Chapter VI. (p. 199). 

Again it is often necessary, for the sake of symmetry, to mount 
lights at certain points on the ceiling, or on certain pillars, etc., 
and in positions that are really determined solely by the design 
of the architect. If these positions are settled without reference 
to the lighting requirements of the room, the lighting engineer 
finds himself in a difficulty. He may either place the lights 
where they obviously “ look best ” and run the risk of getting 
unsatisfactory distribution of illumination; or he may determine 
to place the lamps so as to give the light where it is really 
needed, but may, in so doing, prejudice the general appearance of 
the room. 

As an illustration we may take such interiors as museums 
and libraries. The ceiling is not infrequently divided up in such 
a way that the chandeliers have to be hung over the gangway— 
a position that is rarely satisfactory from the lighting standpoint. 
Or, again, the lighting engineer may come to the conclusion that 

1 See t£ The Relation of Architectural Principles to Illuminating Engineer¬ 
ing” (Tram, Am. Ilium. Eng, Soc ., Jan. 1908); “Lighting of the Allegheny 
County Soldiers 5 Memorial 55 (Tram. Am. Tllum. Eng. Soc., Jan. 1911); “ Problems- 
in Interior Lighting 5 ( Proc. Am. Inst, of Elec. Engineers, June 1912). 
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indirect lighting is the ideal thing in a certain room—only to 
find that the type of ceiling makes it impracticable. 

Such, problems as those mentioned above fall mainly within 
the province of the artist and the architect, but the co-operation 
of the lighting engineer may be needed in order to carry them 
out. 

The production of the scenic effects in the theatre, which have 
played an increasingly promising part in theatrical enterprises 
daring the last few years, is a somewhat special branch of 
spectacular lighting, but often demands a high order of artistic 
skill. The methods by which these effects are produced are 
most elaborate. Batteries of coloured lamps in reflectors, the 
brightness of which can he adjusted by rheostats, are usual, 
and by this means the resultant colour-tint can be gradually 
modified to imitate the effects of twilight, moonlight, sunset, 
etc. Sometimes, in order to secure very delicate colour effects, 
reflected light from tinted fabrics is utilised. The mercury- 
vapour lamp is said to have proved particularly serviceable 
for imitating moonlight, and it is possible that other new 
illuminants, such as the neon tube, which gives such a 
pronounced orange-red light, may also have special uses. 
Equally interesting are the various devices for imitating moving 
clouds, rain, etc. These are usually produced by projecting from 
a lantern an image of a rotating disc on which suitable patterns 
are traced. The rate of rotation is slow and the arc on which 
the image moves considerable, so that falling min, hail. etc., can 
be readily imitated. Another modern stage-appliance is the 
cinematograph. It is possible that the new methods of pro¬ 
jecting “ solid figures,” with an invisible screen, may prove a still 
more useful asset (especially in “ ghost scenes 1” ). 

With all these appliances at his command the stage illuminat¬ 
ing engineer should be able to produce remarkably decorative 
effects, and indeed the stage is already a striking example of 
what the combined efforts of the artist and the engineer can 
accomplish. 



CHAPTER X. 

OUTDOOR LIGHTING. 

Street Lighting, its Historical Development—Requirements of Streets for Safety, and 
as regards Traffic—Effect of Motor Traffic and Increased Speed—Decent Develop¬ 
ments in London and other Cities—What constitutes good Street Lighting— 
Requirements of various Classes of Streets—Lighting by Posts, Brackets, and 
Central Suspension—Powerful Lights high up, and Small Units near together 
—“ White Way” Lighting—Lighting of Country Roads—Need for Central 
Control—Artistic Aspects of Public Lighting—Conversion of Old Lanterns— 
Lamps outside Public Buildings—Lighting of Squares, Parks, and Bridges— 
Illuminated Signs—Outlined Letters, Transparencies, and Bead-Signs—Uses of 
Illuminated Signs and Notices—Vehicle Lighting—Headlights for Motor Cars 
— Lighting of Tramcars and Railway Carriages—Illumination of Railway Plat¬ 
forms, Booking Halls, Corridors, etc.—Devices on the Underground Railways— 
Ship Lighting —Decorative and Spectacular Lighting—Conclusion. 

This, the final chapter of our book, deals with “ outdoor light¬ 
ing. 35 Under this heading are included such matters as street 
lighting, the illumination of yards and railways, spectacular 
lighting, etc.; hut something may also he said on the lighting of 
vehicles, railway carriages, and ships, which, while in a sense 
constituting illumination under cover, have to do with the 
conveyance of people out-of-doors, and are therefore conveniently 
considered at the same time as outdoor illumination. 

Street Lighting. 

In the first chapter of this book we sketched the develop¬ 
ment of public lighting in times gone by. It was remarked 
that in past centuries the only form of light in the streets 
was provided hy individual householders, whose duty it was to 
hang a lantern outside their dwellings during certain hours. 
Gradually, from being a purely private duty, street lighting 
fell into the hands of the authorities in' the respective districts. 
This explains why, in such a city as London, which is divided 
hs each controlled hy their local representatives, 
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Fig. 182.—Lighting of Pall Mall, London, by high-pressure gas lamps 
“staggered” on either side of roadway. 

This was one of the first streets in London to be lighted by gas at the beginning of the last 
century. 



Fig. 183.—Night view of Cheapside, illuminated by Oliver flame arc lamps. 
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so many different methods of lighting are to be seen. ^ A 
stranger, walking less than a mile from Holborn "Viaduct to 
Oxford Street, may see in succession liigli-pressure gas, flame 
ares, incandescent electric lamps, low-pressure gas, and again 
flame arcs; to visitors who do not know the circumstances these 
sudden transitions in the lighting naturally come as a surprise. 
As will appear shortly, however, there is some reason to expect 
that eventually public lighting will enter upon another phase, 
and that the present somewhat chaotic conditions will give place 
to more scientific treatment. 

While the control of public lighting has developed, its object 
has also changed. One of the chief uses of the old oil lamps in 
cities was to aid the police in keeping order. The illumination 
-can hardly have been sufficient to enable people to do more than 
see where the pavement ended and the roadway began. 

Originally lighting was mainly a measure of safety and a 
means of revealing obstacles or imperfections in the roadway. 
Later the steadily growing stream of horse-driven vehicles called 
for a higher order of illumination. To-day the enormous in¬ 
crease in the speed and volume of motor traffic again demands 
new conditions. 

The early papers of Trotter and Blondel contain much 
interesting discussion of street-lighting problems — problems 
which at that time were little studied outside strictly engineer¬ 
ing circles. But within the last few years the introduction of 
many new illuminants, and the traffic problems referred to above, 
have forced these matters before the notice of public authorities. 
An important step, taken in 1909, was the appointment by the 
City of London of a deputation to visit the chief Continental 
cities, and report on the methods of lighting. Some of the cities 
in the United States had already sent representatives to Europe 
to study the subject, and still do so. The report of the deputa¬ 
tion from London contains some useful data as to the methods 
of illumination then inspected and their cost. 1 Since that time 
important improvements have been made in the lighting of 
Holborn, Westminster, the City, and other districts in London, 
as well as in Manchester and other provincial cities. In England 
the methods adopted now resemble closely those generally 
adopted on the Continent, high-pressure gas lamps and flame 
arcs being used for the lighting of main thoroughfares, and low- 
pressure gas and electric metal-filament for the side streets. It 
3 Ilium. Eng.^ London, vol. ii., 1909, pp. 526, 623, 677. 
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remains to be seen what influence the new “ half-watt” high 
candle-power metal-filament lamp will have on existing usage. 

It is not proposed to enter into the cost of street lighting. 
Much depends on the local price of gas or electricity, the arrange¬ 
ment of the accounts, and the number of hours the lamps are 
allowed to burn. It may be noted that in the United States and 
in some Continental countries a moonlight schedule— i.e. an 
arrangement providing that the lamps shall be extinguished on 
certain nights during the year when it is presumed the streets 
will he sufficiently lit by moonlight—is still sometimes adopted. 
This practice was strongly criticised by Dr Louis Bell 1 in his 
presidential address before the American Illuminating Engineer¬ 
ing Society some years ago, and is falling into disuse. In this 
country, at all events, the probability of the moon being obscured 
by clouds is too great for much reliance to be placed on this 
form of natural lighting; in any case, the intensity of moonlight 
is only comparable with that considered sufficient for streets of 
little importance. 

Those interested in the cost of street lighting may be re¬ 
commended to read the report of the deputation of the City of 
London, and the account of the recent contracts entered into in 
Westminster, Manchester, Boston, and elsewhere. 2 It may be 
observed that the street-lighting committee in Manchester recog¬ 
nised the importance of the subject by appointing two in¬ 
dependent experts, Mr J. Abady and Mr Haydn T. Harrison, to 
report on the public lighting. 3 The illumination in this city 
was also discussed in a recent paper before the Institution of 
Electrical Engineers (London) by Mr S. L. Pearce and Mr H. A. 
Ratcliff. 4 Modern electric street lighting was dealt with in a 
paper by Mr Haydn T. Harrison before the same institution, in 
which detailed tables of cost were presented. 6 


1 Tram. Am. III. Eng. Soc., vol. hi., 1908, p. 400. 

2 See {C Street Lighting of Westminster,” report issued in 1010, Ilium. 
Eng., London, vol. iii, 1910, p. 299; “ Public Lighting of Boston / 3 Ilium. 
Eng., London, vol. ii., 1909, pp. 481, 531. 

3 ct Public Lighting of Manchester/ 3 report issued by J. Abady and Haydn 
T. Harrison in. 1912 (Ilium*. Eng., London, voL v., 1912, p. 534). 

4 “ Becent Developments in the Street Lighting of Manchester/ 3 by S. L. 
Pearce and H. A. EatclifF, Proc. Inst, of Elec. Eng. London, vol. 1., 1913, p. 596. 

5 <c Street Lighting by Modem Electric Lamps, 33 by Haydn T. Harrison, 

Proc. Inst, of Elec. Eng. London, vol. xlvL, 1911, p. 24. See also “The Cost 
of Electric Street Lighting/ 5 by the same author, Ilium. Eng., London, vol. i., 
1908, p. 903. 
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\ * 1 ni >! t! * * a^t improvements to be accomplished 

; * \ • v x A 4 i ’, ; ii | t if i i M i illmninants, may be mentioned the 

< i * * ’ r t \ >i L *n <n. where a combined scheme of high- 

I:* ... ^ i. *o A , i, t! - danv are lighting was recently adopted. 

A-* a if-*! f in f i) > Ass than 1)00,000 c.p. and a saving 

. *» * a- vaiAu a- £**7*K> is anticipated. 

It A . i) tli* reiArwthat it is of considerable importance 
? , t A ,» |' t 1!; t- -fitit-*, t.» km»w the conditions under which gas 
n • i t A, ^ r ’A!t! ng JTt A*>t employed—particularly in the 
* rv » -n «: 4 wL.rt }*>th the electricity and gas supply 

at , q \liV ' 4 vit i. The competition between the two 

i .it r t- r>t + j< much partisan discussion which is apt 

t > , ; i* * *i,r f >A A-m*. Rr this reason one of the authors 
iv ,* .» 4 t ii * » t* ArT City of a central impartial authority to 

a I r, ith t.e* under whose supervision authoritative 

r i si't At carried out, 1 Such' experiments need 

i * A in*,! 1 ! > e nipari" »ns between the two illuminants, but 
flight A i:i\-ligations into the general principles of street 

< gnth ^ T < i *ed l n Nueli an impartial tribunal was illustrated 

'n J , i i^»> 4 tk Manchester lighting, where the assistance of 
tw * A ]{\u * xv> rts was secured. There have been other 

;t kr- that vane term ct understanding between the gas 
pA e.ei tn ii Mfei -A may be expected before long. Already, 
i; ii >A A k‘ HolA rn ana the City of London, we have had 
.wan. i*. - 1 ompmuiise certain streets having been allotted to 

I re<*r*v ’ rly lighted by gas and electricity. The fact of a 
yAit c 'UiiLttei having l>een appointed to consider the framing 

4 a ^tan-kid specification on street lighting is also evidence 

I I a 4* Are on both rides to come to a general understanding as 
t.» \v t lat e -u <it dies good street lighting. 

A feature vt roeeut street-lighting contracts has been the 
hi^rtki* uf H>nie clause s{.>eeifying the actual candle-power of 
the lam] * prwided; for example, in the Westminster specifica- 
ti ?n it laid down that the candle-power of the lamps should 
W Ustt ij jsuiotiieally at angles of 20° to 50° to the horizontal, 
the idea being that tin mean of these two readings gave a fair 
estimate of the mean hemispherical candle-power. 

We do not wish to ie-enter now upon the vexed question of 
the relative merits of measurements of candle-power and illumina¬ 
tion, which played such a great part in the discussion of Mr 

1 ism m Th& Lighting of LmdonA a paper read before the London Society 
m Will Feb i#i I, Ilium, , London, March 1914. 
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Trotters paper on the street-lighting specitication. The matter 
is still mb judice, and was touched on in Chapter VII. usee 
p. 263). But something more may be said on the general 
question “ What constitutes a well-lighted street ? M 

One of the difficulties confronting those interested in the 
framing of a street-lighting specification was that no general 
agreement exists on this point. It appears, however, that the 
view is now usually held that most of the light should be 
concentrated below the horizontal, although it may be desirable 
to allow a certain amount to illuminate the faces of buildings 
and surrounding objects. Clearly, the most important function 
of street lamps is to'ilium mate the roadway and pavements and 
the people and carriages using them. From this standpoint, the 
method of measuring horizontal illumination has advantages. 
That is to say, leaving out of account its use as an adjunct to 
street-lighting contracts, and as a means of comparing rival 
illuminants, it is a good method of testing the distribution of 
light in streets, and probably the most convenient means of 
specifying the illumination various classes of streets require. 

The table drawn up by the joint committee classifying 
streets in terms of the minimum illumination provided. Is of 
exceptional interest:— 

Classification of 
Streets. 

Class A. . . . ! 0*01 foot-candle 

B . . . I 0*025 

0 . . . ■ 0*04 

„ D . . . , 0*06 „ ! 

„ E . . . ! 0*10 „ ; 

Streets having a minimum illumination of not less than 
OT foot-candle (Class E) would presumably be important 
business thoroughfares. In many cases this minimum value 
would be considerably exceeded. The lighting of streets 
having less than 0*01 foot-candle minimum would come under 
the heading of “ beacon lighting.” 

But apart from the minimum illumination provided in a 
street, the distribution of light is of great importance. From a 
theoretical standpoint it may be argued that in general every 
part of a street requires good illumination, and that therefore 
the illumination should be uniform, just as is usually required 


AI minium 
Horizontal 
Illumination. 
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in a well-lighted interior. But in practice the comparatively 
long distance between the lamp-posts makes it difficult to fulfil 
the requirement. 

It has been pointed out by Millar, 1 that vehicles and pedes¬ 
trians seen between the lamps are distinguishable chiefly as 
silhouettes against the bright background of light directly re- 
fleeted from the more or less shiny surface of the street. This 
only illustrates one of the chief limitations of street and outdoor 
lighting, namely, that so little assistance is derived in the form 
of reflection from surrounding surfaces. In an ordinary room 
we have closely spaced lights and abundant reflection from walls, 
ceilings, etc., so that the light strikes objects from many different 
directions, and enables all the details to be clearly seen. But in 
streets, and in large yards and other open spaces, we have to 
depend chiefly on the direct rays from illuminants spaced at 
long intervals. Consequently the faces of approaching people 
are often in deep shadow, or are seen silhouetted as dark objects 
against the bright lights behind. Similarly, moving vehicles 
throw deep moving shadows which are apt to mislead the 
unwary pedestrian. In large cities, where the surfaces of build¬ 
ings are usually grimy and reflect little light, this is very marked, 
hi those more fortunate towns where the house fronts are 
white and can be kept so, the diffusion of light is much better 
and the difficulties of successful street lighting are considerably 
lessened. 

Naturally there will also be cases in which an extra illuiii ill¬ 
ation may be desired at specially important points in a street, 
€„£/. at busy crossings. It has also been pointed out that a driver 
pissing from a dimly lighted side street into an important- 
thoroughfare is apt to be dazzled by bright lights. In Stuttgart- 
this has been provided for by “ grading 55 the lighting of side 
streets, i.e. by gradually increasing the candle-power of lamps as- 
the main street is approached, until the illumination at the 
extremity is as high as that in the main thoroughfare. 

However, it is at present by no means easy to secure even 
approximate uniformity of illumination. By means of the 
special reflector mentioned in Chapter Till, Mr A. J. Sweet 
anticipated that a diversity coefficient of 4:1 might be obtained, 
and Mr Harrison has recorded that in some Marylebone streets 
this ratio was as low as 6:1. But there are many streets in 

1 “As Unraeogmieed Aspect of Street Illumination” Trans. Am Ilium 

Mm §. See,, voi ▼ItlO, p, 546. 
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London, and very brightly lighted ones too, in which the ratio 
"between the brightest and darkest parts of the street is as much 

50 or even 100:1. 

There is, moreover, one great obstacle to most methods of 
obtaining uniformity. In order to improve the illumination 
raid way between the sources we may, by prismatic globes and 
other contrivances, accentuate the candle-power at angles slightly 
below the horizontal; it is these rays that illuminate the parts 
of the pavement most remote from the lamp where more light 
is needed. But in taking this step we are apt to accentuate the 
glare, for such rays, being inclined only slightly to the horizontal, 

visible right down the street and strike straight into the eyes 
of drivers of vehicles. In street lighting, where the surroundings 
•^ne so dark, the dazzling effect of brilliant sources is considerable, 
•and there are some who consider .that the recent increase of 
traffic accidents is due partly to the bewildering effect of modern 
bigli-power illuminants. 

The problem, therefore, is to devise a means of directing the 
light to remote regions of the roadway without producing the 
impression of glare; in order to do this if would seem necessary 
to use some form of large diffusing globe spreading the source 
over a larger area and making its luminosity milder than at 
present. There can be little doubt but that more might be done 
than has been accomplished at present both with a view to 
softening the light and improving its distribution. For example, 
it may be desirable, for the sake of uniformity, to concentrate 
the rays of light on the part of the road intermediate between 
two lamps; but it is surely unnecessary for a powerful and 
brilliant light to be exposed to the eyes of people much further 
down the street. It is sometimes argued that the appearance 
of a, long chain of lights is artistic and impressive, and that it 
helps to mark out the boundary of the road in a mist or fog. 
But it is possible to produce this effect without the intense 
brilliancy that is often used at present; in other words, one 
might allow a certain amount of light to escape out nearly 
horizontally so as to be visible afar off, but if these rays 
were masked and softened by some diffusing material the 
lights would still serve their purpose without being so 
glaring. 

Brilliant lights at a low level are most objectionable. But 
even lamps hung 30 feet high or more, although out of the direct 
range of view at close quarters, are apt to appear glaring a little 
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distance off. It seems probable that in the future much more 
importance will be attached to the avoidance of glare in street 
lighting, and that efforts will be concentrated on the design of 
globes and lanterns of a more artistic kind, giving sufficient light 
but having a milder luminosity. The elimination of glare is so 
vital, that many people would he willing to make consider¬ 
able sacrifices as regards efficiency and uniformity if necessary 
to this end; holding that with less light from well-screened 
lights we should nevertheless see our way about better than 
at present. It has even been suggested that there is a future 
for units of the semi-indirect type, the lower rays being inter¬ 
cepted by a diffusing hemisphere and the upper rays received 
on an enamelled reflector. While there are difficulties in the 
use of this form of unit, it is quite conceivable that in some 
streets it might be acceptable, especially when economy is not 
the main consideration. 

One point that is apt to be overlooked by designers of units 
intended to give uniform street illumination is that in practice 
it is rarely possible to place the lamps as theoretical suggestions 
would suggest. In most cities, when a change of lighting is 
contemplated, the new ilium inants have to be attached to the 
old lamp-posts already in position. Moreover, there are often 
cases in which the ideal spacing has to be interrupted owing to 
intersecting roads, street refuges, etc. 

The present methods of arranging street lamps are practically 
four in number, namely : (a) lamps staggered alternately on either 
side of the street, ( b ) lamps arranged down the centre of the road 
(suitable only for wide streets), (c) lamps suspended on brackets 
from the houses .and at the sides of the street, and ( d ) lamps 
suspended centrally over the roadway from wires spanning the 
street. 

Of these, the first method is much the most usual, but it may 
(as in Whitehall, London) he supplemented by lamps mounted 
over street refuges. One of the best known instances of lighting 
from central standards is the row of standards, each carrying two 
flame arc lamps, in Oxford Street, London. The two other 
methods are in general only applicable in cases where the 
authorities have the right to make use of the surface of the 
houses lining the street for support. In the City of London both 
methods have been used. High-pressure gas lamps suspended 
on brackets have been used in Fleet Street, and the central 
suspension system (which was introduced much earlier on the 
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Jig. 184.—A view of Fleet Street formerly lighted by Keith high-pressure 
gas lamps on brackets. 



Fig. 185. Fleet Street as it is now (1914) lighted by centrally suspended 
Keith high-pressure gas lights. 
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Continent) is now used in Clieapside, Cannon Street, and other 
streets in the City. 

The advantages of these respective methods have been much 
debated. The bracket system, and the use of staggered lamps 
on the curb would seem to have the advantage of removing the 
lights somewhat from the direct range of view looking down the 
street; on the other hand, a disproportionately large amount of 
light is often thrown on the walls of houses, adjacent hoardings, 
etc., which might well he devoted to the street, pavement, and 
roadway. When brackets can be used, the removal of the 
obstruction of lamp-posts is a decided advantage. But as the 
lamps are somewhat remote from the centre of the road, it is 
probable that this method alone would only be used in streets 
that are fairly narrow. The system of central suspension, which 
is now applicable both to gas and electric lamps, lias likewise 
the advantage that lamp-posts are done away with and the 
pavement and roadway are left free to traffic. Moreover, with 
such sources as the flame arcs and the inverted gas lamps, which 
give a strong downward component, it is probable that a 
relatively larger percentage of the total flux of light can he 
concentrated over the road, where it is most needed. On the 
other hand, it has been urged that the fact of the lamps being 
immediately overhead is a disadvantage for traffic; it is apt to 
cast dense shadows and does not so readily illuminate the sides of 
cabs and "buses as staggered lamps would do. It is also considered 
by some that the wires spanning the street are unsightly, and that 
they might prove an obstacle to the passage of fire-escapes. 

In this country such suspension methods have been used 
mainly with the more powerful illuminants, but in the United 
States rows of glow-lamps of moderate candle-power have 
occasionally been used in the same way. 

The tendency in modern street lighting has been rather in 
the direction of using more and more powerful illuminants, 
spaced comparatively far apart and hung at a considerable 
height. In one sense this may he regarded as tending in the same 
direction as natural lighting, where the light is received from a 
source of immense candle-power—the sun—very far away. It 
is interesting to notice that when electric arc lamps were first 
introduced there were some visionaries who predicted that an 
artificial system of illumination might eventually be contrived on 
these lines. Indeed, as far back as 1763, a project was brought 
forward by a M. le Fevre to illuminate London by a very power- 
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ful oil lamp placed on the top of a tower and equipped with four 
parabolic reflectors. 1 

The effect of a very powerful light at an immense distance 
is to produce good diffusion by reflection off surrounding objects 
in the streets, in the same way as the sun’s rays. But there 
is a converse method of lighting which leads to very similar 
conditions, namely, the subdivision of sources. In one sense 
the conditions of illumination in the days when every house¬ 
holder had a light outside his own door were more scientific than 



Fig. 186. — A street in Toronto lighted by clusters of tungsten lamps 
in Alba glass globes. 


those prevailing to-day. The lights were too feeble to he of 
much assistance, but the subdivision must have been favourable 
to good diffusion and elimination of glare. There are some who 
consider that future methods of street lighting will proceed more 
•on these lines. 

The American, practice of mounting on a post clusters of 
white glass globes containing tungsten lamps is illustrative of 
this method. In Mexico City a somewhat striking combination 
•of cluster lighting on the pavement and centrally suspended 
flame arcs overhead is employed. At a certain hour at night 
the pavement lights are turned off, leaving only the flame are 
lamps burning. 

1 Ilium. Eng. y London, vol. iii., 1010, p. 159. 
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The Lighting of Country Roads. 

When we come to the lighting of rural roads, outside the 
great cities, we find that we have to do mainly with “ heacon 
lighting ” lamps, that is, spaced at such long distances apart and 
of such comparatively low candle-power that they serve rather 
to mark out the edges of the roadway than to illuminate it to 
any great extent. 

It was pointed out at the International Roads Congress, 
held in London In 1913, that the functions of country roads 
have gradually changed, owing to the more complete manner in 
which districts have been interconnected. At one time they 
were merely used for slow-moving local traffic ; to-day they may 
carry rapid vehicles from quite distant parts. Moreover, in the 
neighbourhood of fairly large provincial towns such roads may 
be crowded by special traffic depending on the local trades and 
markets. In recent years this traffic has grown immensely in 
volume. It is said that in the plains of Lombardy the roads 
are often densely crowded by night, the market traffic during 
some seasons of the year being too huge to be transmitted 
during the daytime only. 

In such cases the nature of the artificial lighting is surely of 
consequence, and equally so in the case of main roads which, 
are largely used by long-distance motor traffic. There are many 
other points besides the actual lighting of the road surface that- 
deserve attention, and were considered at the Congress referred 
to above. For example, there is the question of the illumination 
of direction signs and finger-posts, the provision of suitable- 
lights to mark the condition of level crossings, or ohstructions- 
and excavations in the roadway, etc. One very practical 
suggestion is that the woodwork of such obstructions should 
always be painted white, so as to stand out readily from the 
dark surroundings and become a marked object when illuminated 
by the searchlight of an automobile. 

It may he observed in passing, that the change in the 
surface of many of our main country roads is not without 
influence on the illumination. The substitution of a dark 
tarred surface for the customary macadamised light material 
means that the surface brightness of the illuminated road is 
less, and that it does not stand out so distinctly from its- 
surroundings. On the old roads the motorist saw the roadway 
stretching ahead like a white ribbon between the dark hedges ; 
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but with a tarred surface there is less contrast of this kind to 
be seen, and the motorist requires a proportionally more powerful 

headlight. 

The fact that so many country roads are now used mainly 
by visitors from afar, and not by local traffic, and that their 
lighting requirements are now quite different from what they 
"were in the past, has led some people to contend that the care 
of main roads connecting large towns ought to be undertaken by 
bhe State; and that the value of these important arteries of 
^traffic is national and not parochial. Similarly, a recent Depart¬ 
mental Committee recommended that a special board should be 
formed to control the traffic (and presumably the roadways) of 
London. One of the most striking things at the recent Inter¬ 
national Roads Congress was the assumption of the various 
speakers that upkeep and lighting of roads should be considered 
together. Both should come under the control of some central 
authority. 


Artistic Public Lighting. 

So far we have spoken ’ of street lighting mainly from the 
purely utilitarian standpoint of enabling people to recognise 
surrounding objects and to see their way about. But besides 
the duty of authorities to the public in this respect, there are 
other good reasons why the control of public lighting should be 
centralised and why the whole question should be esteemed 
more highly. 

People scarcely realise how much the appearance of a city 
by night depends on the artificial illumination. We are still 
emerging from the tradition that the life of a city ceases 
when the sun has gone down. This is now very far from 
being the case. On the contrary, it is only after sundown 
that most people are set free to enjoy themselves, and most 
places of entertainment derive by far the greater part of 
their revenue from the evening hours. Many people, it is safe 
to say, use the streets more by night than they do by day, 
and they have certainly then more leisure to observe them in 
the evening. 

If, therefore, it is the duty of civic authorities to supervise 
the planning of their cities, to scheme out the streets, bridges, 
and public buildings so as to be an architectural delight rather 
than an eyesore, it is surely worth while to consider how these 


428 


MODERN ILLUMINATING ENGINEERING. 


features will appear in the night-time. In main thoroughfares, 
artistic considerations ought surely to he given an important 
place, and the design of lamp-posts and lanterns should be taken 
up from the aesthetic standpoint. Some years ago an article in 
The Builder criticised severely many of the lamp-posts of 
London, 1 and there is no doubt that the same objections might 
be taken to the designs in most cities. The same point was 
referred to by Mr C. F. Lacombe in a recent paper on the street 
lighting of Greater New York. He showed a number of the 
latest designs adopted in that city, in which an attempt had been 
made to reconcile artistic and practical considerations, each 
design being finally submitted to the Art Commission before 
acceptance. 2 

The design of lamp-posts is the more important because they 
form such prominent objects in the streets by day, as well as by 
night. But there would seem to be also unexplored possibilities 
in the design of globes and lanterns surrounding the illuminants 
themselves. In lighting a beautiful interior no expert worth 
the name would dream of using lamps just as they are turned 
out -by the manufacturer. On the contrary, he uses all his skill 
in selecting fixtures suited to the room, and in softening the 
light from the illuminant by concealing it in suitable diffusing 
glass globes, reflectors, or bowls, or by the use of silk or other 
translucent materials. Yet in the streets, and outside buildings, 
we And both gas lamps and arc lamps in use in exactly the 
form they are turned out by thousands from the works, a form 
which is determined almost entirely by purely practical points 
affecting their operation, and scarcely at all by the artistic 
requirements of the situation. In the same way when old 
lanterns are converted to gas or electric light there is commonly 
little artistic ingenuity shown. All that is done is to insert a 
gas burner or metal-filament lamp without any consideration 
whether the new illuminant is suited to the old fitting, or 
whether it could not be better arranged to show off its charm. 
In the case of these old lanterns, which are equipped with 
beautiful ironwork, there would seem to be one obvious and 
simple step: namely, to replace the clear glass by some diffusing 
variety so that the lantern appears mildly illuminated all over, 
presenting a background against which the ornamental frame 
can be seen as a silhouette. Placing a small source of high 

1 August 21,1909. 

2 Trans. Am. Ilium. Eng. Soc. y May 1913. 
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intrinsic brilliancy within clear glass only means that the 
outlines and metal-work become indistinguishable , they are 
seen either against a dark background or against the bright 
source, and in either case can only be examined with extreme 
difficulty. 

There is a special opportunity for artistic skill in the 
design of lamps outside new and important buildings. A fine 

effect might often be ob¬ 
tained if these lamps and 
the architectural features 
of the building were 
considered together. In 
practice there is usually 
little correlation. Even if 
the lanterns are of hand¬ 
some design, their effect 
is spoiled by neglect in 
the method of installing 
the illuminant. 

Similar considerations 
apply to the lighting of 
important squares and 
large outside areas. The 
appearance by night of 
such areas as Trafalgar 
Square in London or the 
Place de la Concorde in 
Paris depends much on 

Pig. 188.—Ornamental lamp-posts with white the artificial lighting. 

^(Alba) globes, as used in some American ^ heterogene _ 

ous collection of lamps 
is not happy. Dr Bell has pointed out that a multiplicity 
of small lights is usually not desirable in such cases, and 
speaks with approval of the plan adopted at the Pots- 
damerplatz in Berlin, which is illuminated by a series 
of flame arcs placed on high masts of special ornamental 
design. 

Another special problem in outdoor illumination is the 
illumination of parks. As places of recreation which might 
well be more widely used during the summer (even in the 
uncertain weather of London), parks should be lighted on a 
more generous scale than at present. A moderate general 











Arc lamp start dard (near Cockspur Street). High-pressure gas (\ iutoxia ^ tree A 
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illumination would often be of service to tbe police in dealing* 
with disorderliness; in the case of large wooded areas general 
illumination would hardly Tbe feasible at present, but the main 
pathways should be illuminated. In some of the London parks, 
the present arrangements in this respect add considerably to 
the utility of the paths in the night-time. In the United States 
the use of tungsten lamps in white diffusing glass globes on 
ornamental standards has been effectively employed, and seems 
very suitable for the purpose. We shall have something to say 



Fig. 190.—Tungsten lamps in Alba globes on columns. 
(Entrance to Lincoln Park, Chicago, U.S.A.) 


later regarding the special decorative lighting of parks and 
exhibition grounds on festive occasions. 

Yet another special problem is the arrangement of lights on 
bridges. In many cases the volume of the traffic certainly 
justifies good lighting. A point worth notice is the distribution 
of the illumination from lamps lining the balustrades. These 
lamps are not infrequently installed without any special form 
of directing globe, so that quite half the light produced is thrown 
outwards over the water. One would suppose that a preferable 
plan would he to obscure partially the side of the globes facing 
the river. The spreading out of the light in this way would 
doubtless make the lights more effective seen from a distance, and 
the increase in the amount of light reflected towards the centre 
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of the bridge would be of value. In all such cases the decorative 
side of illumination is worth a thought. On one of the bridges 
m Berlin a very pleasing arrangement is the erection of a series 
of statues, each, of which carries a lamp equipped with a diffusing 
globe. Through the courtesy of Dr Louis Bell this is shown 
in fig. 191, b. 

The value attached to the decorative and artistic side of 
public lighting will naturally depend on the importance of 
the locality. One would imagine, for example, that in the 



(a) Pont du Couloureuifer*, Geneva. <&> Augustus Briieke* Berlin. 

Pig. 191. —Ornamental lighting on two Continental bridges. 


case of roads or broad paths in parks leading to a royal 
palace some specially fine design might be adopted in order 
to ‘ intimate to strangers the fact of his approaching a king s 

residence. ^ ... 

There are also many instances in which an extra illumination 
in the streets is required for the benefit of certain private 
consumers, for example, in the form of parade lighting outside 
shops in order to attract attention. Of recent wears the Gas 
Companies have made a feature of this form of advertisement, 
high-pressure lamps being installed outside shops and supplied 
with gas for an inclusive charge per annum. In the United 
States the method has also been widely used, and experiments 
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have been made with a view to demonstrating the increase in 
traffic arising from improved illumination in business thorough¬ 
fares. It may be noted, however, that a great increase in the 
illumination for the pavement necessitates a corresponding 
increase in the lighting of the window in order that the goods 
may “ stand out ” satisfactorily. 

Extra lighting of this kind may add considerably to the 
general illumination in a street. The same applies to lamps hung 

outside shops and places 
of entertainment, and in 
a measure to the light re¬ 
flected from the goods in 
show-windows. Illumina¬ 
tion derived from these 
sources may be very use¬ 
ful, since by this means 
we approach nearer to 
the conditions met with 
in interior lighting: the 
light comes from many 
different directions and 
dense shadows are to some 
extent avoided. A street 
lined with well - lighted 
shops naturally gives the 
impression of being better 
illuminated than one lined 
by blank walls. 

T 7 i_ Ter* • , , A _ * On the other hand, 

Fie. 192.—JNight view of standard carrying . , 

incandescent electric lamps, on 'Westmin- private lighting of this kind 

thTE b Sk m enV ,lCdiStaQCetbelightSOf needs , t0 be thoroughly 

supervised. There is no 
hardship in asking that brilliant lights outside shops should 
be screened on the side facing the street. The mere multi¬ 
plication of bright lamps outside a building can hardly be 
described as the most effective form of advertisement. When 
the electric arc and high-pressure gas lamp were new, some¬ 
thing might have been said for their use in this way, but 
at present such lamps are quite familiar objects. It would 
surely be better to make use of novel colour devices, illumin¬ 
ated signs, etc., in order to attract attention, than to rely on 
mere brilliancy. 
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Illuminated Signs. 

This leads us to consider another section of outdoor lighting,, 
namely, the use of illuminated signs. People are coming to- 
recognise that a great deal of information can be usefully 
conveyed through the eye rather than through the ear, with 
the result that illuminated notices are much more widely 
used in our streets than they were a few years ago. The red 
lamp outside the doctor s house and the white. letters on a blue 
ground outside the police stations have long been familiar. 
But the idea has spread. To-day, every up-to-date place of 
entertainment makes use of illuminated signs to indicate the 
name of the building and the nature of the amusement provided. 
The method might with advantage be applied in many other 
cases, for example, to indicate at once the whereabouts of a 
post office, museums, or important public buildings. A resident- 
in the city naturally comes to know and recognise such buildings, 
but a stranger, who is not in this happy position, would often 
be grateful for some form of illuminated notice giving the 
desired information. Some people might think such signs out of 
place, but there is no reason why an illuminated device should 
not be a really pleasing and artistic object. Indeed, the use of 
light in this way offers scope for considerable artistic skill. 

It may be of interest to summarise briefly the chief types 
of illuminated signs now available. 

(1) Signs outlined in Glow-lamps or Gas-jets .—One of the 
most familiar types of illumination signs is that in which the 
letters are outlined by means of glow-lamps or small gas-jets. 
The use of gas in this way gives rise to a certain flickering 
effect which is not without value for spectacular purposes. For 
ordinary notices, however, the convenience of control and wiring 
has led to electricity being almost exclusively used. 

During the last few years a marked improvement has taken 
place in these signs, owing to the introduction of the low-voltage 
metallic-filament lamp. It is obvious that there is a limit to 
the necessary brightness of lamps used for these purposes. In 
many cases quite as good an effect will be produced by a small- 
voltage lamp giving only 2 to 5 c.p. as would be given by a. 
more powerful one, and the consumption of electricity is very 
much less. 

The coming of the low-voltage metal-filament lamp has there¬ 
fore given a great impetus to these signs. Lamps consuming 
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only a few watts each are commonly wired in series-parallel or 
run off a small transformer, and the small glittering points are 
now quite a feature in the west end of London. Another 
improvement has been the use of these miniature lamps with a 
white or coloured background, which softens any brilliancy and 
.gives “ body ” to the letters. Such signs are readily switched on 
•and off as required. By means of special motor contrivances it 
is possible to “ flash ” the lamps or to turn on and off certain 
groups of lamps in regular succession and thus produce moving 
pictures. For example, by this means one can imitate the 
movement of a snake or playing fountain, and moving pictures 
{divers, performing animals, figures throwing halls, etc.) have 
been imitated in a most ingenious manner. 

Another variety of this type of sign utilises groups of lamps 
from which all the letters of the alphabet can he formed. By 
means of a motor carrying a special commutating device any 
number of separate sentences can be formed in succession, and 
it is possible to present a series of illuminated notices. Several 
signs of this kind have been put up in London, and Prof. Biscan 
has described the details of their mechanism. 1 

A drawback to signs consisting of a number of small lamps 
is that they are apt to get encrusted with dirt and are not very 7 
readily cleaned, and the fact of there being so many lamps to 
maintain and replace, and such a multiplicity of connections, is 
also something of a disadvantage. On the other hand, if 
properly supervised, they give some charming effects. 

(2) Transparency Signs using White Glass .—A simpler and 
in some respects more advantageous form of illuminated sign is 
that in which the illuminant is placed behind a screen of 
•translucent diffusing material such as opal glass, silk, etc., on 
which letters or designs are traced. The mild luminosity of the 
background enables these signs to be inspected at close quarters 
without any feeling of glare. 

By merely altering the letters it is easy to change the 
•character of the notice without altering the mechanism of the 
sign. This type of sign is therefore very useful for indicating 
a changing programme. They are also widely used on the 
underground railways to-day in order to give information to 
passengers regarding the destination of trains, etc. 

Generally speaking, the consumption of gas or electricity 
required in lighting a sign of this kind will he less than in one 
1 EleUrmhe LwMeffekte y p. 86. 
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outlined in lamps in the manner described above, particularly in 
the case of small signs. Other advantages are that the lamps 
can be easily renewed, and the surface presented readily cleaned. 

In shop windows so-called “reflecting signs” are becoming 
common. In this case the translucent surface carrying an appro¬ 
priate notice or advertisement device is merely hung in front of 
the lamps so as to receive the rays and screen the filaments from 

the eyes of people looking into 
the window. The surface of 
the sign also serves to reflect 
some of the rays from the 
lamp back on the goods. 

(3) Bead Glass Signs. — 
Signs of this kind are similar 
in principle to those described 
in the previous section, except 
that the opal glass or other 
uniform surface is replaced 
by a series of spherical glass 
beads. The effect of using 
such beads is that the letters 
or figures are traced out as 
a series of bright dots. In 
some cases beads of various 
sizes are used to indicate the 
title and the sub-heading, in 
somewhat the same way as 
a printer uses various si^es of 

Fig. 195.—Bead (Tenner) glass sign as type. The novelty of this 

used outside railway stations. , * . , . 

J type o± sign has been an 

attraction, and if carefully designed it is capable of good effects. 
Care is necessary to secure an even illumination. In some 
cases, from mistaken economy, such signs are underligbted, with 
the result that their brilliancy varies according to the direction 
from which they are viewed. In this and the previous class of 
sign colour effects can be very easily produced by installing 
tinted lamps. 

(4) Signs illuminated from in Front .—Tinally there is the 
class of sign, not very widely used as yet, in which the illu¬ 
mination is provided by concealed lamps in front. It would 
appear that this should be one of the economical forms of signs. 
A surface brightness of 10 to 20 foot-candles, such as can be 
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readily produced by a white surface lighted by well-placed 
reflectors, is probably sufficient to enable a sign to be seen well 
a,t all ordinary distances. Moreover, the distribution of the light 
should be readily controllable by modern forms of reflectors, and 
the waste (owing to rays being wrongly directed and not striking 
the surface of the sign) reduced to a minimum. 

In some cases (e.g. some of the notices of routes outside 
underground railways) parabolic steel reflectors have been used 
with electric lamps for this purpose. Reflectors of similar shape 



Fig. 196. —A series of posters in the district of the South Metropolitan Gas Co., 
London, illuminated by gas lamps with special opaque reflectors, distributing 
the illumination evenly over the surface. 


have also been used with gas lamps or arc lamps to illuminate 
signs of a considerably large area, advertisement posters, etc. 
Another new method of dealing with the problem is by the use 
of tubular lamps and a specially designed strip reflector, of 
which the Holophane Uniflux reflector may be mentioned as an 
example. By a reflector of this kind, specially designed to pro¬ 
duce even illumination, a given brightness should be produced 
very economically. The method has recently been adopted for 
illuminating the large gold letter sign at Mme. Tussaud s (Bakei 
Street, London). An advantage of this type of sign is that the 
wiring and piping of the lamps are not in any way different 
from that met with in ordinary illuminating engineering; and 
the fact of the illuminants being entirely separate from the 
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il laminated surface, enables the latter to be very readily changed 
or cleaned. On the other hand, It must be remembered that it is 
naturally not as a rule possible to get the same degree of contrast 
from this type of sign as from a transparency; we have here the 
same fundamental distinction as exists between a photographic 
print and a lantern slide. 

There is another form of sign (Meteor) that has quite lately 
been introduced, and which consists of a plate of glass illuminated 
by concealed lamps above and below. The rays of light entering 
the glass are kept entirely within it by total internal reflection, 
and any letters stencilled on the back appear brightly illuminated 
without the actual source of light being seen. 

It Is difficult to set a limit to the utility of illuminated signs. 
Information can so readily he conveyed simultaneously to a 
large number of people by this means; we have already remarked 
on the services they are rendering on the railways by saving 
needless questions on the part of passengers. 

Already tramears and ’buses are making use of illuminated 
destination placards, a very obvious necessity with modern 
traffic by night-time. At present we have not quite got to 
the length of illuminating the names of streets; but it seems 
reasonable to suppose that it will not be long before this is done 
in the main thoroughfares. 

Outside places of entertainment signs already form quite a 
conspicuous feature, a special recent development being the 
“ picture-sign 55 —often a decidedly artistic production. It is 
worth noting that the artist has not yet explored to any great 
extent the possibilities of the transparency in art; one would 
suppose that the infinitely greater range of edntrast available 
when pictures are illuminated from behind would enable him to 
get effects that it would be impossible to reproduce on canvas in 
the ordinary way. 


Vehicle Lighting. 

The lighting of vehicles has also undergone a remarkable 
change during recent years. Originally the only function of 
lights fixed on carriages was to enable their presence to he 
recognised by other vehicles. They were not intended to 
illuminate the roadway to any extent and doubtless served their 
purpose in the days of slow horse-driven traffic. 

In practically all the civilised countries regulations are in 
force prescribing that vehicles should carry such lights in the 
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«dark, and it has even "been suggested that drivers of cattle, 
•etc., on the highways by night should carry a light to indicate 
their presence. 

The introduction of motor traffic has "brought about a 
complete revolution in the lighting of vehicles. A car travelling 
.at a high speed requires lights, not only to indicate its presence 
to other drivers, hut to illuminate the roadway as well. The 
driver must be able to see his route a considerable distance 
ahead ; he needs to distinguish small obstacles, such as might 
cause little trouble to slow traffic but would he dangerous to a 
car travelling at a high speed. 

A great deal of ingenuity has recently been expended on the 
•design of such headlights; at the various motor exhibitions, 
lighting now forms a section in itself. There has been much 
discussion on the merits of acetylene and electric lighting. The 
cleanness of the latter and the ease with which it can be con¬ 
trolled are advantages. On the other hand, the electric filament, 
not being a “ point source, 5 ’ is not quite so suitable optically for 
use with a parabolic mirror as the continuous luminous area of 
.an acetylene flame. The coming of the small-voltage metallic- 
filament lamps, and particularly those wound in a compact helix 
.and composed of ductile tungsten, has proved a distinct gain. 
Electric lighting has also been helped hv the design of ingenious 
forms of dynamos giving practieally T a constant current in¬ 
dependent of the speed. This has been largely instrumental in 
removing the difficulties attending the maintenance of a battery 
of accumulators. Siinilarly the introduction of tubes of dissolved 
acetylene has made the use of that illuminant decidedly more 
•convenient. 

A number of papers have recently appeared discussing the 
design of electric headlights for motor cars and locomotives . 1 
On the railway the nature of the headlights used on express 
trains is an important matter; the gain in increased illuminat¬ 
ing power is valuable to the driver in enabling him to recognise 
any obstacle on the line a long way ahead. On the other hand, 
the glare from a very powerful headlight may dazzle the eyes 
of the driver of an approaching train and might lead to his 
mistaking a signal. 

A somewhat similar problem is encountered in connection 
with headlights for automobiles. The driver requires a power¬ 
ful light to show up the road, but it seems to be no easy matter 
1 “ Headlight Tests,” by C. M. Larson, Elect. Ry. Jcurnal, 23rd y T ov\ 1912. 
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to satisfy him in this respect and yet to avoid dazzling the 
approaching pedestrian. On the other hand, it has "been sug¬ 
gested that the fan of light should be entirely confined below 
the level of the pedestrian’s eyes, so as to illuminate the roadway 
and surroundings to some extent hut not to he readily visible to 
his eyes. Some discussion on these and similar points followed 
a paper read before the Illuminating Engineering Society 
(London) by Dr H. R. B. Hickman in 1910. 

The photometry of headlights of this kind presents consider¬ 
able difficulties. A series of tests was carried out by the Royal 
Automobile Club in 1909. There is little doubt that some of the 
conventional methods of estimating the candle-power of search¬ 
lights are somewhat loose, and that general agreement on some 
precise method might be useful to those responsible for light¬ 
houses, beacons, and coast lighting generally. 

The illumination of railway signals is, again, a subject on 
which there is much dispute, and there seems to be a need for 
more definite understanding as to the intensity of the lights 
required for various purposes. Reference was made in Chapter 
IV. to the use of flashing acetylene lights, as additional means of 
discrimination, besides colour. The changes that occur in the 
appearance of coloured lights in various atmospheric conditions 
and as the distance of the observer changes have also been 
commented on, and it is possible that some mistakes have been 
caused in this way. There seems to be general agreement that 
ordinary blue glass is unsatisfactory. The explanation probably 
is that deep blue glass usually shows an absorption point in the 
centre of the spectrum, but transmits bands in the red and the 
blue. At close quarters the light is somewhat purple in tint; 
but when it is viewed from a distance the eye may be unable 
to bring the blue rays to a focus, with the result that the colour 
changes almost to red. 

While the use of headlights on moving vehicles has developed, 
a great change in the standard of the inside lighting has also 
taken place. The application of electricity to traction naturally 
afforded means of lighting carriages with very little extra trouble. 
The result was that electric trams were lighted far more bril¬ 
liantly inside than the old horse trains had been, and it is probable 
that in this country the electric underground railways have had 
a similar effect in raising the standard of carriage lighting. 

Again, when electric lighting began to be used for motor-car 
headlights, the convenience of this method of lighting for the 
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interior of the cars was also appreciated; a large modern motor 
car has frequently quite an elaborate switch-board controlling 
the complete lighting of the car. 

Many readers of this book will recall the exceedingly dim 
illumination from smoky lamps which were characteristic of 
most railway carriages and omnibuses twenty or thirty years 
ago. 

At the present time the standard of comfort in travelling has 
risen very greatly. People expect to be able to read in comfort. 



Fig. 197.—Gas-lighted saloon (G.W.Ry., Fig. 198.—Electrically lighted saloon 
England), with central lamps in ceil- (G.W.Ry., England), lighted by 
ing recess. tungsten lamps in etched glass globe. 


and in many cases would prefer a route which enables them to 
do so even if this involves a slightly longer journey. 

We do not wish to enter into the vexed question of conditions 
by gas and electricity for train lighting. Many factors enter 
into this problem besides that of cost—factors which are not 
always considered in such discussion. 

Modern methods enable quite a good illumination to be 
obtained by both systems of lighting, but it is probable that in 
both cases more might be done than has yet been accomplished 
in the way of using the light produced for the comfort of 
passengers. The existing systems of carriage lighting may be 
divided roughly into two groups. In a carriage divided into 
compartments it is usual to put one or two lights exactly over 





444 


MODERN ILLUMINATING ENGINEERING. 


the gangway. This is perhaps the most convenient method 
from the standpoint of the company, and in many cases may 
give rise to fairly good results, particularly if the upper part of 
the carriage is light in tint and reflects the rays downwards. 
Nevertheless a light in this position faces the people seated on 
both sides of the carriages and is by no means conveniently 
placed for reading. A slight tilting of the "book or paper will 
mean that the direct rays fall on the page obliquely; and 
directly the reader raises his eyes he catches sight of the light 
overhead. A preferable method from this standpoint is un¬ 
doubtedly to fix the lamps on the partitions on either side 
of the carriage so that the rays can fall over the people’s 
shoulders. The lamps should of course be screened by appro¬ 
priate shades. 

In the case of carriages without compartments, there is 
commonly a row of lights down the middle. The movement 
of the train makes it impossible to use pendant fixtures, and 
shading devices should be fixed rigidly, a favourite and 
apparently serviceable method being to mount diffusing glass 
hemispheres straight on the celling. It would appear, however, 
that in some of the American trains indirect lighting is now 
being introduced. 

In tramcars one usually finds two rows of lights down the 
sides of the carriage. At present there is rarely any very 
serious attempt to screen these lamps from the eyes. Conse¬ 
quently the row of bare metal filaments is apt to be decidedly 
trying, especially in view of the flickering of the light caused 
by the lamps being run straight from the traction voltage. It 
is sometimes argued that shades are unsuitable in this case, as 
they would be apt to be broken by the “ strap-hanger. 55 But it 
is probable that a little ingenuity would overcome this difficulty. 
Several recent papers on the subject in the United States 
emphasise the value of a light finish for carriages and the de¬ 
sirability of employing reflectors to direct the rays of light 
downwards and screen the filaments. 1 

The following table is interesting in this connection:— 


1 £t The Illumination of Street Railway Cars, 55 by L. C. Porter and V. L. 
Staley (papeiread at the Convention of the Ilium. Eng. Soc., U.S.A., Nov. 1913). 
See also S. G. Hibben and E. M. Smith, Elect . Journal, June 1913, and 
J. L. Minick, “Illumination of Passenger Cars, 55 Trans. Am. Ilium. Eng. Soc., 
May 1913. 
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Steeet Railway Lighting. 

Illumination Data — Rare versus Shaded Tungsten Lamps. 
(Hibten, Tram. Am.I.E.$. t lOlo.'s 



Bare 

Sliaded 


Tungsten 

Tungster 


Lamps. 

Lamps. 

Number of lamps 

SiJ 

3-0 

Candle-power per lamp 

30-0 

75*0 

Watts per lamp .... 

3-90 

84*3 

Total watts .... 

312-0 

253‘0 

Total generated lumens 

. 2560-0 

2142*0 

Area car floor .... 

1940 

194*0 

W atts per square foot. 

I-0i> 

1*31 

Average foot-candies . 

2-71 

3*24 

Useful lumens .... 

525-0 

628*0 

Utilisation factor 

22*08% 

29*30 . 

Relative efficiency 

15% 

1002 


On the District Railway in London experiments are now 
being made with central ceiling lamps in diffusing glass hemi¬ 
spheres, which give a much softer effect than the rows of hare 

filaments which have hitherto been usual. 

For further data on the lighting of railway carriages, 'buses, 
etc., in England, readers may he referred to a discussion opened 

by Mr E. Kilburn Scott before the Illuminating Engineering 
Society (London) in 1914. 1 

Railway Station* Lighting. 

The lighting of railway platforms, booking-halls, offices, 
goods yards, etc., also present points of interest, and was dis¬ 
cussed in a paper read by Mr Haydn T. Harrison before the 
Illuminating Engineering Society in London in 1912 . The 
lighting of railway 7 platforms would seem to be approaching 
standardisation. From a number of tests presented at the 
meeting referred to, it appeared that the minimum illumination 
on most main station platforms is about 0‘25 foot-candle, a 
figure which is also about the minimum encountered on the 
tuhe railways of London. In the tubes the reflection from the 
white tiles simplifies the problem and makes platform lighting 
a much easier matter than in the case of large stations above 
ground, having only a very distant glass roof. From the stand¬ 
point of passengers, an even illumination all over the platform 
would seem desirable, and it seems immaterial whether this is 
1 Ilium. Eng., London, May 1914. 
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obtained by small units placed near together or by more power- 
u amps hung high up. But it is objectionable to be able to 
p ee , * on ? ro ' v of bri £ ht points, and we find that in platform 
iigiiting it is now becoming usual for the lights to be well 
shaded, so that the mantle or filament cannot be seen from a 
istance. Much of the lighting on the London underground 
railways is excellent in this respect. 
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There are also opportunities for effective lighting in the 
booking-halls, passages, and restaurants at a main railway 
station. In the booking-hall, besides a fairly cheerful general 
illumination of, say, 1 foot-candle or more, there should L>- 
local illumination at the grille where tickets are purchased. In 
many stations a local shaded lamp, also illuminating a sign- 
transparency bearing the words “ booking-office,” is conveniently 



used. Reference has already been made to the great value of 
the illuminated notices indicating the arrival, departure, and 
destination of trains. Some of the main termini have now 
quite elaborate tables of this kind, which are undoubtedly a 
great help to passengers. As yet we are waiting for the 
illuminated time-table, but no doubt it will come in course of 
time. Another novelty which will surely become general 
before long, is the lighting up of the names of stations at 
night. Some illumination is really necessary, especially at 
the less important stations where the general lighting is not 
very strong. The method of lighting should also be distinc- 
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live so that the names stand out clearly from the ubiquitous- 
advertisement. 

On the tube railways the high general illumination in the 
stations makes local lighting for the names less vital, but on 
some of the platforms it has nevertheless already been intro¬ 
duced. In other directions the tubes have likewise shown com¬ 
mendable enterprise, for example, in the matter of corridor 
lighting. Various methods have been contrived to avoid the 
glare from a succession of bright lights, one of the most com¬ 
plete being the screening of lamps in channels specially cut in 
the ceiling for the purpose. The lighting of the escalator 
(moving staircase) also presents a special problem, as it is- 
desirable to avoid dazzling the passenger and inclining him to 
stumble. At the Earl’s Court (London) escalator the lamps are 
concealed above diffusing glass plates in the roof, the latter- 
being sloped in such a way as to be invisible to passengers 
coming down the staircase (who are considered more likely to- 
stumble than those coming up). At the similar moving stair¬ 
case at Liverpool Street station, the illumination is at present- 
provided by a Moore tube running the entire length of the steps, 
and giving a soft and even light. 

The railways are also quick to appreciate the value of the- 
illuminated sign as an advertisement, and now habitually make- 
use of views, lighted up from behind, of celebrated scenery on 
their route. 


Ship Lighting. 

The lighting of ships has a certain amount in common with, 
the illumination of underground railways. Many parts of the 
interior of a ship can only be seen by artificial light; the access- 
of daylight being practically nil. It is therefore obvious that- 
good artificial lighting is important; yet both on warships and 
on merchant vessels the conditions of illumination below deck 
are often very primitive. At the Annual Congress of the 
Royal Institute of Public Health held in Paris in May 1913, 
Fleet Surgeon W. N. Whitelegge mentioned “constant living 
below deck under artificial light, the inconvenient situation of 
lamps, and the want of proper shades ” as among the causes of 
eye-strain in the navy. The special limitations of lighting on 
board ship imposed by the facts that there is no external source 
of gas or electricity, that pendant fixtures cannot be used, the 
low ceilings, etc., are sometimes mentioned as excuses for 
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ignoring the simple precautions observed on land. But there 
seems no reason why such difficulties should not be overcome, 
and it is highly probable that the health and spirits of seamen 
suffer when they are cooped up in cramped and badly lighted 
quarters. 

On a modern liner, with its elaborate catering for the wealthy 
passenger, there is ample scope for the shill of the lighting 
engineer; in fact, he meets most of the problems likely to crop 
up in a large hotel or club on land. 

Another point that has been clearly demonstrated in several 
recent mishaps at sea, is the value of “ emergency lighting.*' On 
a sinking ship the failure of the electricity supply may bring 
about something approaching a panic. The confusion is naturally 
accentuated by the darkness, and the efforts of the officers and 
crew are impeded If portable outfits of dissolved acetylene or 
other appropriate system of emergency lighting were stored on 
deck, they might often render good service in the event of a 
disaster. 

We may briefly mention several other possibilities of outdoor 
lighting. It has been shown that light plays a great part in 
evening entertainments and spectacles, and the lighting of quite 
large arenas has sometimes been quite successfully accomplished. 
When we are dealing with large outdoor areas we are faced by 
the alternative of arranging the lamps on masts, as in street 
lighting, or suspending them on wires having a considerable 
span. This seems to limit the use of artificial light to enable 
outdoor games to be played by night. There is no insuperable 
difficulty in illuminating an outdoor lawn-tennis court or golf 
putting-green sufficiently brightly. But when we come to 
such large areas as football grounds, golf greens, etc., the task 
is more difficult. A ground on which drilling takes place, or 
races are run, might be illuminated artificially, even though the 
expenditure of gas or electricity might be considerable. For in 
such cases posts at intervals could probably be used, and the 
movements of performers controlled in such a way as to steer 
clear of the obstructions. But on a football ground or hockey 
field, where players run about in all directions, posts would 
clearly be inadmissible. The only solution would appear to 
be lamps suspended above the field on wires stretched right 
across. Now that such very large “ gates” are obtained at 
professional football matches, the possibility of playing off 
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matches by night will probably be considered. Indeed, in a 
few cases the experiment has been tried, but apparently not 
with very great success. 

Outdoor Decorative Lighting. 

The two chief occasions on which we witness a deliberate 
attempt to use artificial light out-of-doors as a decoration are, 
firstly, at exhibitions, secondly, when the streets are illuminated 
on festive occasions, or during times of national rejoicing. As 
a rule such decorations are put up at short notice and on a 
stereotyped principle. The method almost invariably employed 
is to use festoons of coloured incandescent lamps, or to outline 



Tig. 201.—A novel spectacular device used in the United States. Jets and 
clouds of steam illuminated by coloured searchlight beams. 


the shapes of buildings with them. At the last great display in 
London on Coronation night, the volume of light was greater 
than on any previous occasion; but it was commonly remarked 
that the methods showed little advance over those of the past. 

At the present moment it is difficult to foresee the future 
trend of spectacular and decorative outdoor lighting. In figs. 
201, 202 we give examples of some novel American devices 
of a spectacular kind. It seems probable that ultimately the 
“artist in light” will rely on illumination by means of concealed 
lights of the frontages of buildings, and on the cunning com¬ 
bination of artistic illuminated lanterns and devices with these 
background effects, rather than on the multiplication of bright 
points of light. At exhibitions such as the White City, where 
buildings having a light exterior are available, such methods 
should meet with success. Another method which is now being 
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developed in tlie "United States is the illumination of monument* 
and buildings by searchlight beams—a device which can be 

abused but also seems to have artistic possibilities. It is 
rumoured that at tlie great exhibition now being organised in 
San Francisco some very novel decorative effects will be ^een. 



Fig. 202.—The Singer Tower (tlie tallest building in New Tori:} illuminated 
by concealed searchlights, so as to stand out from the surroundings. 

There is one principle in public lighting which we think will 
be generally accepted, namely, that if the artistic aspects of 
public lighting are to he developed, they should be worked out 
on some coherent scheme, and should be so supervised as not to 
be prejudiced by unchecked private enterprise. At the time of 
the Coronation decorations, it was remarked that the lack of 






Tio. 203.—Cluster of flame arcs with coloured globes, mounted on post of 
Gothic design, at the Boston Electric Show, 1912. 



Fig. 204. —Banners bearing coloured devices illuminated by concealed flame 
arcs, designed for use at the San Eranciseo Exhibition. 
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any definite scheme was a defect, Many exhibition, gxxi in 
themselves, were unsatisfactory because they dashed with a 
neighbouring display. Clearly it would be better it tin* lighting 
of each street were schemed out as a whole. 

We must now bring this work to an end. Doubtless mud! 

that has been written will require revision in tlm course of a 
few years. It may appear to some that we have dealt with the 
subject of illumination in a somewhat general and discursive 
manner, and have omitted many details that the expert would 
like to know. But in the case of a new subject such as this, 
ideas are in a constant state of dux. borne principles of illumina¬ 
tion can now be clearly stated ; but the practice of illuminating 
engineering is changing every day. For this reason we have 
been content to cast an eye over the subject as a whole, rather 
than to occupy ourselves with details. 

But in any case the subject is now so vast that a special 
text-book is needed to treat any section of lighting thoroughly. 
It is probable that quite a number of such specialised works will 
now begin to make their appearance, and there are many sub¬ 
jects on which they would be welcome. 

Since the above words were written the peace of Europe 

has been suddenly shattered, and its nations are engaged, in 
the most desperate straggle the world has ever seen. 

A new chapter in illuminating engineering might be written 
on the utilisation of light in warfare. It is sad to think that 
light, so long regarded as a civilising induence, should now be 
applied for purposes of destruction. But if light is used to 
destroy life, it is also being employed, in the field hospitals and 
as an aid to the search for wounded on the battlefield, as a 
means of preserving it 

When this war is ended a striking account of the use of 
light in military operations might be written. Meantime, we 
can only hope that the termination of this terrible struggle 
will ensure peace for future generations, and that in time to 
come the many international ties which it has severed will 
be drawn closer than ever before. 






APPENDIX. 

LIST OF WORKS DEALING WITH ILLUMINATION. 

The following list is not intended to be exhaustive, but contains 
most of the books on illumination published from 1905 up to 
the end of 1913. We have also included a number of books 
published previous to this date which are likely to be of interest. 
This list should be regarded as supplemental to the references 
occurring in the text. 

Those books indicated by an asterisk (*) are also remarkable 
for the number of references contained, and articles on illumina¬ 
tion and photometry. 

For the sake of convenience, the journals dealing mainly with 
gas or electric lighting, etc., have been numbered under this head¬ 
ing; but it should be remembered that many of these journals 
frequently contain articles dealing with general illumination. 

The number of journals that contain occasional articles on 
lighting is very large; all that has been attempted is to collect 
a few of those which deal most constantly with the subject. 


ILLUMINATION AND PHOTOMETEY. 

BOOKS. 

Abney, Sir Wh. de W ., Colour Vision (Sampson Low & Co., London, 1895: 
pp. 231). 

- Researches on Colour Vision (Longmans, Green & Co., London, 

1913 : pp. 418). 

Allemagxe, Histoire du Luminaire (Alphonse Picard, Paris, 1891). 

Allen, Grant, The Colour Sense, its Origin and Development (Triibner <& Co., 
London, 1879 : pp. 282). 

Bell, L., The Art of Illumination (McGraw-Hill Co., New York and London, 
1912 : pp. 353). 

Bertelsmann, W., Rechentafeln fiir Beleuchtungstechniker (Eerd. Enke, Stutt¬ 
gart, 1910 : pp. 95). 
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Greenwood & Son, London, 1914 : pp. *2:14). 
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1906 : pp. 164). 
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1912 : pp. 235). 

Cleaves, M. A.,* Light Energy (Rebman, New York and London. I9<*4 : 
PP- 827). 

Clew ell, C. E., Factory Lighting (McGraw-Hill Book Co., London and New 
York, 1913: pp. 161). 
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Pnl dishing Co., New York, 1907 : pp. 336). 
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Paris, 1904: pp. 125). 

Dibdin, 47. J., Public Lighting by Gas and Electricity ( The Sanitary Publishing 
Co., London, 1902 : pp. 536). 

Eck, J., Practical Illumination (S. Rentell & Co., 1914 : pp. 85). 
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Trench, Tnibner & Co., London, 1909 : pp. 322). 
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Hyde, E. P., Abstract Bulletin of ike Physical Laboratory of the Xaiionai ELctric 
Lamp Association, Cleveland, IBS.A., 1913 : pp. 127. 

Johns Hopkins University* (Baltimore, U.S.A.), Series of Lectures on 
Illuminating Engineering delivered Oct .-Nov. 1919 ; published by the 
University Press in two volumes, pp. 1054. 
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1907 : pp. 445). 

Marechal, H., L'Eclairage Ct Paris (Librairie Polytechnique Bandry, Paris, 

1894: pp. 496). 

Palaz, A,* Trait I de Photometric industridle (Geo. Carre, Paris, 1892 ; trans¬ 
lated by G. 47. and 41. It. Patterson—Sampson Low, Marsh n & Co., 
London, 1894: pp. 322). 
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Robson, P. A., School Planning (Nicholson -Smith, London, 1911 : pp. 54). 

Shaw, E. R., School Hygiene (Macmillan & Go., London, 1911 : pp. 260).^ 

Steinmetz, C. P., Radiation, Light , and Illumination (McGraw-Hill Publishing 
Co., New York and London, 1909 : pp. -305). 

Stine, W. M.,* Photometric Measurement* (Macmillan, London, 1910 : pp. 270). 

Thompson, Silvanus light, Visible and Invisible (Macmillan & Co., London, 
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JOURNALS AND PERIODICALS. 
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monthly). 

The Lighting Journal (New York ; monthly). 
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Licht und Lamps (Berlin ; fortnightly). 

ELECTRIC LIGHTING. 

BOOKS. 

Ayrton, Hertha, The Electric Arc (“Electrician” Series, London, 1902 : 
pp. 479). 

Barham, G. B., The Development of the Incandescent Electric Lamp (Scott, 
Greenwood & Co., London, 1912 : pp. 200). 

Barrows, W. E., Electrical Illuminating Engineering (McGraw Publishing Co., 
New York, 1908: pp. 216). 
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Biscan, W., Elekirische LickteffeMe (Carl Scholtze, Leipsic, 1909 : pp. 184). 
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Bohle, H., Electrical Photometry and Illumination (Chas. Griffin & Co., 
London, 1912: pp. 222). 

Bohnenstengel, E., KonstruJctionen Elektrischer Bogerilampen (Fr. Enke, 
Stuttgart, 1909 : pp. 304). 

CztJDNOCHOWSKi, W. B. von,* Das elektrische Bogenlicht (S. Hirzel, Leipsic, 
1906 : pp. '698). 
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Economic advantages of good illumina¬ 
tion, 874. 

Edeleunu process of refining petroleum, 
114. 

Edridge-Green's theory of colour vision, 
17*2. 

Efficiency of gas lamps, 5S. 
arc lamps, 100. 

Electric ignition of-gas lamps, 68. 

lighting, 75. _ 

Emergency lighting, 132. 

Enclosed arc lamps, S7. 

Engravers’ and jewellers’lights, 315. 
Equality of brightness photometers, 220. 
Equilux reflector, 299. 

Excello flame arc lamp, 90. 

Extinction illumination photometers, 251. 
Eye, adaptation to strong and weak light, 
138, 143, 179. 

analogy with a camera, 135. 

wireless telegraphy receiver, 165. 
construction of, 185. 
curve of sensitiveness of, 179. 

Eyesight of school children, 359. 

Factory lighting, 24, 871. 

Fechner’s constant, 220. 

Fixtures, design of, 28, 319. 

Flame carbons, 88. 

Flare lights, 129. 

Flashlight acetylene valves, 133. 
Flat-flame gas burners, 32. 

Flicker photometers, 226. 

Fluorescence, 180. 

Fluorescent reflectors, 105. 

Flux of light, 212. 

Foot-candles, 211. 

Fox-Talbot rotating discs in photometry, 
219. 


Games, lighting for, 406. 

Gas lighting, 31. 

early developments of, 14. 

Glare, effect on the eye, 144, 273, 363, 
378. 

from glossy paper, 149, 367. 
rules for avoidance of, 148. 

Globes, shades, and reflectors, 270, 277. 
Good lighting, some simple rules on, 321. 
Graphitised filaments, 78. 

Gratzin light, 57. . 

Gymnasium, lighting of, 407. 


Half-watt lamp, 85. 
Halls, lighting of, 342, 
Harrison photometer. 
Headlights, design og 
Heat rays, effect on j 
Hefner standard h 
Helion lamp, 7f 
Hering theory 
High-pressure 
air, use £ 

History of 



Holophane glassware, 279, 292. 
lumeter, 258. 

polar curve apparatus, 243. 

Uniflux reflector, 317. 

Horizontal carbon arc lamp, 99. 
illumination, tests of, 262. 
at a point, calculation of, 291. 
Hospital lighting, 388. 

Hotels, lighting of, 353. 

House of Commons, original method of 
illumination, 8. 

Hygienic aspects of illumination, 163, 
359, 371, 389. 

Ideal illuminant, luminous efficiency of, 
178. 

Illuminated signs, 436. 

Illuminating Engineering Movement, 21. 
Society, 22. 

Illumination curve between lamps, deter¬ 
mination of, 291. 
measurement of, 249. 
photometers, requirements of, 252. 
required for various purposes, 329. 
tests in factories, 261. 
unit of, 211. 

Incandescent burners, 42. 
lamps (electric), 16, 75. 
mantle, 17, 35. 
oil lamps, 115. 
standard of light, 208. 

Indirect lighting, 301, 333, 347. 
Industrial lighting, 371. 

departmental committee on, 26. 
Infra-red rays, 161. 

Integrating photometers, 246. 

‘‘ International ” units, 206, 212. 
International Commission on Illumina¬ 
tion, 30. 

Intrinsic brilliancy, 146, 272. 

Jandus regenerative flame arc lamp, 93. 
Jewellery, illumination of, 406. 

Lamp-posts for street lighting, 429. 
Lanterns, conversion to modern il- 
luminants, 428. 

Lawn-tennis courts, lighting of, 408. 
Libraries, lighting of, 348, 366. 

Ligh to meter, 260. 

Lithography, method of shading lamps 
for, 315. 

Local and general lighting, 336. 

factory lighting, 377. 

Lucas gas lamp, 212. 

Lumen, 212. 

Luminescence, 179, 

Luminous efficiency, 175. 

Lummer- Brodhun photometer, 225. 

Lux, 211. 

Luxometer, 261. 

Machine shops, lighting of, 382. 

Magazine arc lamps, 93. 
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Absorption of light by globes, 283. 
Accidents, inadequate "lighting a cause 
of, 372. 

Accuracy of photometry, 220. 

Acetylene lighting, 124. 

Acuteness of vision, how affected bv 
colour and illumination, 1 42,14ih 
Adaptation of the eye, 13S s 143. 
Albo-carboii burner, 34. 

Alcohol lamps, 1 IS. 

Ancient lamps, T>. 

Arc lamps, 15, 86. 

Architectural effects and shadows, 386. 
Architecture and illumination, 199, 411. 
Argand burner, 33. 

Art rooms, lighting of, 305. 

Artificial daylight, 181, 191. 

silk mantles, 40. 

Artistic public lighting, 428. 

Atmospheric absorption, 1S1. 

Bacteria, effect of light on, 157, 161. 
Banks, lighting of, 355. 

Bedrooms, lighting of, 349. 

Billiard tables, lighting of, 3 IS. 

‘ * Black body ” law, the, 177. 

Blanchard lamp, the, 117. 

Blonde! carbons, 92. 

Bridges, lighting of, 483. 

Brightness, unit of, 216. 

Buildings, lighting exteriors of, 451. 
Bunsen photometer, 224. 

Calculations of illumination, 289. 
Calorific standard for gas, 72. 
Candle-power, 206. 

mean spherical, 212. 

Candles (wax), 6. 

Carbone enclosed flame arc lamp, 95. 
Carbons, consumption of, 109. 

Central suspension method of street lights, 
13, 62, 424. 

Church lighting, 390. 

Clubs, lighting of, 353. 

Colorimeter, the, 188. 

Colour blindness, varieties of, 168. 
of artificial ilhminants, 183, 1S8. 
matching bv davliglit, limitations of, 
1S1. 


Colour nutciiinj !y •iiyhjhr. 'pedal 
lamps for, 191. 

problem of. 229. 
tr.-tiijg in< rumen tsq lr\ 
visi< m flit' >r:ow ( ,f ? p* j. 

»*\m lutDc of, 17-'. 

Coloured light, e.leo: vi: acuteness of 

^ vision, 1 4 ! j.. 

l_o. ■ tiir>, a] i aniii.«. ey v tas; .1 14o. 

elft ct • 4biititiri.il 1: „*ht :r» 154. 

. f, ho . 

Coiisumpti' »u ( fga? 1 r Crc trick} to prc?- 
duer a given 2h;:u;n itiox, 323. 
Contrast pit tone ter.-, 2t 1. 

Corni.'v light::.t, Pd. 

Cosiiit law i:i iliuTiimati*a.. 2 9. 

Country lighting. f, 42h 

County pt troll-air gi- .-ystt- r, 123. 


Dalen sun valve, 133. 

Day lighting of schools, 360. 

Daylight a,nd artificial light compared, 
33$. 

photome try. 264. 

variation during day and year, 339. 

Decorative effect, use of light for, 195, 

411. 

Be posit-free globes for arc lamps. 91. 

Deputations on street lighting. 417. 

Desk liglit: ng, 144. 

Diffusing elSect of globes, etc., 279. 
Dining-room, lighting of the. 313. 
Dioptric globes, 298. 

Discrimination pliotuumters, 232. 
Dissolved acetylene, 180. 

Distance control of gas lamps, 64. 
Distribution of energy in the spectrum 
of illuminants, 175. 

light from ilhmiimnts and polar curves, 
237. 

Domestic lighting, 341. 

Double weighing method in photometry, 

218.'" 

Draughtsmen's desks, lighting of, 333, 
356. 

Drawing ami reception rooms, lighting of, 

344. 
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Economic advantages of good illumina¬ 
tion, 374. 

Edelt-aiiu process of refining petroleum, 

114. 

Edridge-Green’s tlieory of colour vision, 
17± 

Efficiency of gas lamps, 58. 

arc lamps, 100. 

Electric ignition of gas lamps, 6S. 
lighting, 75. 

Emergency lighting, 132. 

Enclosed are Tamps, S7. 

Engravers’ and jewellers’ lights, 315. 
Equality of brightness photometers, 220. 
Equilux reflector, 299. 

Excello flame arc lamp, 90. 

Extinction illumination photometers, 251. 
Eve, adaptation to strong and weak light, 
IBS, 143, 179. 

analogy with a camera, 135. 

wireless telegraphy receiver, 165. 
construction of, 135. 
curve of sensitiveness of, 179. 

Eyesight of schoolchildren, 359. 

Factory lighting, 24, 371. 

Fechner’s constant, 220. 

Fixtures, design of, 28, 319. 

Flame carbons, 8S. 

Flare lights, 129. 

Flashlight acetylene valves, 133. 
Flat-flame gas burners, 32. 

Flicker photometers, 226. 

Fluorescence, 180. 

Fluorescent reflectors, 105. 

Flux of light, 212. 

Foot-candles, 211. 

Fox-Talbot rotating discs in photometry, 
219. 

Games, lighting for, 406. 

Gas lighting, 31. 

early developments of, 14. 

Glare, effect oil the eye, 144, 273, 363, 
878. 

from glossy paper, 149, 367. 
rules for avoidance of, 148. 

Globes, shades, and reflectors, 270, 277. 
Good lighting, some simple rules on, 321. 
Graphitised filaments, 78. 

Gratzin light, 57. 

Gymnasium, lighting of, 407. 

Half-watt lamp, 85. 

Halls, lighting of, 342, 385. 

Harrison photometer, 254. 

Headlights, design of, 441. 

Heat rays, effect on the eye, 161. 

Hefner standard lamp, 206. 

Helionlamp, 79. 

Bering theory of colour vision, 169. 
High-pressure gas lighting, 18, 55. 

air, use for gas lighting, 58. 

History of lighting, 1. 


Holophane glassware, 279, 292. 
lumeter, 258. 

polar curve apparatus, 243. 

ITniflux reflector, 317. 

Horizontal carbon arc lamp, 99. 
illumination, tests of, 262. 
at a point, calculation of, 291. 
Hospital lighting, 388. 

Hotels, lighting of, 353. 

House of Commons, original method of 
illumination, 8. 

Hygienic aspects of illumination, 163, 
359, 371, 389. 

Ideal illuminant, luminous efficiency of, 
178. 

Illuminated signs, 436. 

Illuminating Engineering Movement, 21. 
Society, 22. 

Illumination curve between lamps, deter¬ 
mination of, 291. 
measurement of, 249. 
photometers, requirements of, 252. 
required for various purposes, 329. 
tests in factories, 261. 
unit of, 211. 

Incandescent burners, 42. 
lamps (electric), 16, 75. 
mantle, 17, 35. 
oil lamps, 115. 
standard of light, 208. 

Indirect lighting, 301, 338, 347. 
Industrial lighting, 371. 

departmental committee on, 26. 
Infra-red rays, 161. 

Integrating photometers, 246. 

“ International” units, 206, 212. 
International Commission on Illumina¬ 
tion, 30. 

Intrinsic brilliancy, 146, 272. 

Jandus regenerative flame arc lamp, 93. 
Jewellery, illumination of, 406. 

Lamp-posts for street lighting, 429. 
Lanterns, conversion to modern il- 
luminants, 428. 

Lawn-tennis courts, lighting of, 408. 
Libraries, lighting of, 348, 366. 

Ligh to meter, 260. 

Lithography, method of shading lamps 
for, 315. 

Local and general lighting, 336. 

factory lighting, 377. 

Lucas gas lamp, 212. 

Lumen, 212. 

Luminescence, 179, 

Luminous efficiency, 175. 
Lummer-Brodhun photometer, 225. 

Lux, 211. 

Luxometer, 261. 

Machine shops, lighting of, 382. 

Magazine arc lamps, 93. 
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Magnetite arc lamps, 96. 

Mantle-testing machines, 37. 

Martens photometer, 255. 

Mass effect of colours, 196. 

Matthews integrating photometer, 246. 
Mean spherical candle-power, 212, 245. 
Measurement oflight, 29, 203, 218. 
Mercury-vapour lamp, 101. 

Metallic-filament lamps, effect on illumin¬ 
ating engineering, 84. 

Miniature arc lamps, 97. 
tungsten lamps, fc3. 

Minimum illumination to see detail, 139. 
Moore tube, 107. 

for colour matching, 192. 

Motor-car lighting, 441. 

showroom, lighting of, 405 
Moving staircases, lighting of, 446. 
Museums, lighting of, 394. 

Navigation, acetylene lights for, 132. 
Neon tube. 111." 

Nernst lamp, 77. 

Newspaper racks, lighting of* 367. 

Night blindness, J 71. 

Norwich gas switch, 65. 

Oblique rays, value for testing irregu¬ 
larities of surface, 334. 

Office lighting, 355. 

Oil lamps, 5, 9, 113. 

Optical resonance, 184. 

Origin of colour, 184. 

Orthoehromatic lamp, 104. 

Osmium lamp, 77. 

Paper, effect of direct reflection from, 
149, 367. 

Parade lighting, 435. 

Paris, early public lighting in, 11. 

Park lighting, 431. 

Pedestal lighting, 313. 

Penetrating power of ilium inants, 194. 
Pentane standard lamp, 207. 

Permanency of colours, testing the, 201. 
Petrol-air gas 1 ighting, 119. 

Petrolite lamp, 117. 

Phosphorescence, 180. 

Photo-electric cells in photometry, 236. 
Photography, applications in photometry, 
235. 

for testing coloured fabrics, 186. 
Photometers, 220. 

Photometric units and symbols, 217. 
Physical photometers, 234. 

Picture galleries, lighting of, 394. 

palaces, lighting of, 307. 

Pictures, reflectors for lighting, 317. 
Plant life, effect of light on, 156. 
Pneumatic control of gas lamps, 65. 
Point source, meaning of, 210. 

Polar curves, methods of determining, 
238. 

Police supervision of public lighting, 12. 


P* *rch lighting, 343. 

Posters, lighting < f, 439. 

Freeee, Sir Wra,, pi meeri:ig w:k on 

illitniiiuiti* ii ph .t>Tuetry, i29. 
Pressure-wave e< >ntn 1 >.;f gas street lamps. 
66 . 

Projection arc la nips. 99. 
acetylene lansps, 129. 

Psychological effect of coloured lijht. 

: 154, 1 S3. 

Purkixije effect, 170. 
s Pyrophoric self-lighting device*. 70. 

Quartz tube meieury-vapour lamps, 105. 

Radiation from illuminaiits, 175. 

standards of light based on, 233. 
Railway carriages, lighting of, 443. 

, station lighting, 445. 

! Reading, amount of light required for, 

141, 362. 

Reading-rooms, lighting of. 367. 

Reflecting power, 1S6, 197, 213, 215. 
Reflection, regular and diffused, 213, 

' 2S8. 

Reflectors, design of, 284. 

. Regenerative gas lamps, 34. 

Religious worship, part played by light 

, in, 2. 

j Restaurants, lighting of, 353. 

; Reversal of shadow bv artificial light, 

■ 335. 

; Ritchie Wedge photometer, 222. 

| Road signs, lighting of, 134. 

! Rods and cones in the eves, theorv of, 

188, 169. 

Rood photometer, 226. 

Rum ford photometer, 221. 

Russell’s method of determining mean 
spherical candle-power, 246. 

Sehanz and Stockhausen, researches on 
ultra-violet light, 159. 

School lighting, 27, 358. 

Report of Joint Committee on, 
363. 

School-rooms, testing access of light into, 
269. 

Searchlights, formula for, 297. 

Selas system of gas lighting, 59. 

Selective radiation, 36, 177. 

Selenium cell in photometry, 235. 
Self-lighting devices, 69. 

Semi-indirect lighting, 309. 

Sensitiveness of photometers, 220. 
Sewing machines, lighting of, 314. 
Shades, functions of, 271. 

common defects of, 274. 

Shadow photometers, 223. 

Shadows, effect in lighting problems, 
273, 305, 327, 330, 863. 

Sharp and Millar photometer, 257. 

Shelf lighting, 369. 

Shop lighting, 397. 
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fii' ’•::* r illumination tester, 2t>7. 

Tru - ■ ise art* Lmip, 1O0. 

.. ; Tr.title* •■IVet of illumination on, 41 6, 

42m 434. 

7? illumination photometer, 253. 
t : r - Wald yam daylight testing 

method, 268. 

Tunoteu lamps, 79. 

Tlhriehr globe, 247. 
i7:r,L*\ iolet light, 157, 201. 

Tint* of light, 206. 

Vuj tube lamps, 101. 

► _ ' Vegetarian, effect of light on, 155. 

Vehicle lighting. 440. 

Verandah lighting, 24 7. 

Vihon, theories of, 135, 164. 

nf Mr 1* and nocturnal creatures, 171. 
Visual purph, function* of, 172. 

Wall-put per*, selection of colour of light 
gm f r use with, 196. 

"Walls ami surroundings, reflection from, 
324. 

Warm colours, mental associations of, 
183, 197. 

Wax lights and candles, history of, 11. 

*- 4.o White light, meaning uf, 178. 

< Whitman photometer, 227. 

■. Writing, conditions of illumination fur. 

. ..ur.-.- oh 332. 
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